Google 



This is a digital copy of a book that was preserved for generations on library shelves before it was carefully scanned by Google as part of a project 

to make the world's books discoverable online. 

It has survived long enough for the copyright to expire and the book to enter the public domain. A public domain book is one that was never subject 

to copyright or whose legal copyright term has expired. Whether a book is in the public domain may vary country to country. Public domain books 

are our gateways to the past, representing a wealth of history, culture and knowledge that's often difficult to discover. 

Marks, notations and other maiginalia present in the original volume will appear in this file - a reminder of this book's long journey from the 

publisher to a library and finally to you. 

Usage guidelines 

Google is proud to partner with libraries to digitize public domain materials and make them widely accessible. Public domain books belong to the 
public and we are merely their custodians. Nevertheless, this work is expensive, so in order to keep providing tliis resource, we liave taken steps to 
prevent abuse by commercial parties, including placing technical restrictions on automated querying. 
We also ask that you: 

+ Make non-commercial use of the files We designed Google Book Search for use by individuals, and we request that you use these files for 
personal, non-commercial purposes. 

+ Refrain fivm automated querying Do not send automated queries of any sort to Google's system: If you are conducting research on machine 
translation, optical character recognition or other areas where access to a large amount of text is helpful, please contact us. We encourage the 
use of public domain materials for these purposes and may be able to help. 

+ Maintain attributionTht GoogXt "watermark" you see on each file is essential for in forming people about this project and helping them find 
additional materials through Google Book Search. Please do not remove it. 

+ Keep it legal Whatever your use, remember that you are responsible for ensuring that what you are doing is legal. Do not assume that just 
because we believe a book is in the public domain for users in the United States, that the work is also in the public domain for users in other 
countries. Whether a book is still in copyright varies from country to country, and we can't offer guidance on whether any specific use of 
any specific book is allowed. Please do not assume that a book's appearance in Google Book Search means it can be used in any manner 
anywhere in the world. Copyright infringement liabili^ can be quite severe. 

About Google Book Search 

Google's mission is to organize the world's information and to make it universally accessible and useful. Google Book Search helps readers 
discover the world's books while helping authors and publishers reach new audiences. You can search through the full text of this book on the web 

at |http: //books .google .com/I 



PUMPS 

AND 

PUMPING MACHINEEY. 

Bl 

FKBDEBIOK OOLTEE, M. Imt. O.E., M. bsT. M.E., 



PAET II. 



K & E. N. SPON, 125, STBAND, LONDON. 

NEW YORK: 35, MUERAT STBBET. 
1887. 



4 Mr'97 



SYK 

J~ PREFACE TO PART II. 

2. 



In making the additions contained in Part 11. of this book, I 
have added a description of Hand Power Pumps, as suggested 
by some of my friends, and have selected some important modem 
types of pumping machinery, many of which, by courtesy of 
the manufacturers, I have been able to illnstrate in the 
Drawings, Nos. 24 to 34. I have also been able to add further 
details and data of some of the machinery described in the 
First Part. I have to tender my sincere thanks to the firms 
named hereafter for the assistance they have kindly afforded me. 
Many extra examples might have been given of some of the 
types now described ; it was however considered desirable not 
to repeat matter when the general principles of working were 
much the same. I trust the present book will meet with the 
same kind reception as the last. 

FREDEEICK COLYEE, M. Inst. C.E. 

Civil Engineer. 



18, Gbeat George Street, Westminster, 
November 1886. 
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PART 11. 



INTEODUOTION. 

Since the first part of tliis work was published, it has occurred 
to the author that several matters of interest might be added ; 
he has included a description of Hand-power pumps, also par- 
ticulars of several modern pumping engines, notably Deep Mine 
pumps at Derby, by Messrs. Thornewill and Warham ; Blowing 
Engines by the same firm; Hydraulic Pumping Engines by 
Mr. E. B. Ellington ; Rotary Pumping Dock Engines by Messrs. 
Hick, Hargreaves & Co. of Bolton, also by Messrs. J. and H. 
Gwynne ; Waterworks Engines by Messrs. Easton and Anderson ; 
sundry Direct-acting Pumping Engines; the Pulsometer and 
other machines ; a description of Messrs. Merryweather's Steam 
Land Fire Engines and Steam Floats, as well as Force Pumps 
for Hydraulic Press work ; Davey's Patent Motor for driving 
pumps; and sundry other matters of interest. The leading 
machinery above mentioned is illustrated in Drawings Nos. 
24 to 35. 

The author believes most of the chief types of pumping 
machinery in use in this country are now described in the book, 
and he trusts the value of the information contained will be 
much increased by the additions made. He will be much in- 
debted to any one who will favour him with any suggestions 
or extra detail for a future edition of the book, it being his 
intention as far as possible to describe at least one type 
of the most modern kind of pumping machinery at present 
in use. In the matter now added, in one or two cases, a 
slight repetition of that published in the first part lias 
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2 INTKODtJCTION. 

been necessary, as he has now been favoured with further de- 
scriptions and data of working results by several firms; as 
the information is valuable, he has taken advantage of the 
liberality of the firms in supplying it, and trusts that no apology 
is necessary in pursuing this course. The matter is classified 
as nearly as possible in the chapters, and as the working results 
are in most cases given, the reader will be able to compare the 
machines of the same class, and form his own conclusion as to 
their respective merits. The author wishes it to be understood, 
he does not advocate any particular manufacturer's design; 
he has stated as fairly as possible the relative merits of each 
machine. All the machinery is modern ; the reader will be 
guided by his own judgment, after making due comparison, 
which form will best suit his purpose ; it was impossible to 
accept all the kind offers received of drawings, many of which, 
although valuable in themselves, would have been little more 
than repetitions of the same class already illustrated. Bearing 
in mind the original intention of the book, to be a help to 
those who have to design or order such work, he thinks this, will 
be fully carried out, as he has not only described in detail, 
but in nearly all cases he has named the manufacturers of the 
machinerv described. 

The author once more ventures to advise his readers, when 
they are about to specify for pumping work, to give very close 
details not only of the work required to be performed by the 
machinery, but also the general design and dimensions of the 
various parts ; he will find that it not only gives more con- 
fidence to the firms whom he may invite to tender, but puts 
them on a uniform and fair basis in making up their estimates. 



HAND-POWER PUMPS. 



CHAPTER I. 

PUMPS WORKED BY MANUAL AND ANIMAL POWER. 

Hand-power Pomps may be divided into two principal types, 
" Lift " and ** Force," the former of which will be first treated ; 
** Lift pumps " are used for domestic and other purposes, and 
although much modified in some details, the principle is the 
same in all ; they are made both close and open at the top ; 
the common type of pump used for contractors' purposes, for 
clearing water out of foundations, emptying cesspools, &c., is 
constructed as follows : — 

The barrels are made both in wrought and cast iron, at the 
bottom of the pump a suction valve is provided, this is made of 
leather closing on a seat of iron or wood ; the bucket is made of 
wood or iron, the exterior being fitted with a cup leather, a 
valve of metal or leather is provided in the centre of the bucket ; 
for rough purposes no foot valve is provided. A connecting rod 
is attached to the bucket, and by means of a pin at the top end 
the working handle is connected ; the fulcrum of the handle is 
fixed to the top of the pump barrel. These pumps are made 
in various sizes from 3 inches to 6 inches diameter ; a superior 
pump is made with double cast-iron barrels, having one valve box 
at the bottom, and one delivery spout at the top, a double 
lever vibrating on a centre fulcrum is used to work the pumps ; 
four or more men are required to work them. 

Common Oast-iron Pumps. — These are for pumping out 
sewage, or other like purposes, also for roadside pumps; the 
barrels are cast iron, the buckets are packed with leather, and 
are also cast iron, they have a central valve the same as those 
named above, in the better kind, foot valves are provided. At 
the top of the barrel a spout is formed ; the cover of the barrel 
is separate and is either loose or bolted on ; these pumps deliver 
the water at the top, through the spout. 
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4 DOMESTIC PUMPS. 

For Domestic Purposes, pumps are fixed upon a board, 
the barrels and valves are either cast iron or gun-metal, the 
barrels are bored out and are closed at the top, a foot valve is 
provided at the bottom ; the bucket is made of gun-metal packed 
with leather, and has a clack valve, also of leather. The pump 
rod is copper ; it is attached to the bucket by the end, which 
is screwed into a bridge on the bucket, it works through a 
gland and stuffing-box in the cover, and to keep the rod parallel 
in working it passes through a guide which is fixed to the board. 
At the top of the barrel a passage is provided communicating 
with a chamber, in which is a delivery valve of the clack kind ; 
the delivery pipe is fixed on top of the chamber. Bonnets 
should be provided at the valves for the purpose of examination 
and repair. As the bucket rises and exhausts the air under 
it, the suction valve opens and the water fills the barrel, at the 
down stroke of the pump it closes the lower valve, and at 
the next up-stroke the valve in the bucket closes and the 
water is lifted through the delivery valve placed at the top of 
the pump; this top valve also acts as a retaining valve to 
keep the delivery pipe full while the next down-stroke of the 
pump is made. 

The bucket is worked by a hand lever attached to slings or 
connecting links, jointed at the lower end to the pump-rod. 
Water cannot be drawn from a greater depth than 25 to 26 
feet below the suction valve of the pump, the height raised by 
these pumps does not usually exceed from 10 to 20 feet above 
the delivery valve. 

There are many modifications of this class of lift pump, 
but as the principle is the same in all, no further detail 
need be entered into ; as the pumps are fixed complete on a 
board they can easily be moved and made ready for work. 
They are usually made in sizes from 2 inches to SJ inches 
diameter ; 2J inches to 3 inches diameter barrels are the most 
convenient sizes for house purposes. In cases where the water 
has to be raised above the top of the pump an air vessel is 
provided, this is for the purpose of afibrding an even flow in 
the delivery pipe. The pumps must be firmly fixed to a wall 
or strong timbers, especially when water has to be lifted much 
above the delivery valve. At large establishments it is con- 
venient to work pumps of this kind by small windmills ; they 
are in this case placed where the wind can have access to the 
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sails of the apparatus ; the pump may be some distance from 
the well or reservoir from which the water is to be raised, 
provided that the vertical depth of the water is not more than 
about 25 feet below the suction valve of the pump ; the hori- 
zontal distance makes no difference if the pipes are placed 
slightly on the ascent to the pump, and the joints of the pipes 
are tight. 

Hand-power Well Pumps. 

For pumping from wells, when the depth of the surface of 
the water is more than 25 feet from the suction valve of the 
pump, it is necessary to sink the barrel in the well to a 
sufficient depth to insure that the lowest level the water is 
likely to fall to will not exceed 25 feet below the suction 
valve. 

When the depth of the water is not much, a working barrel, 
provided with valves as before described, is fixed to cross 
timbers in the well ; at the bottom of the barrel pipes are bolted 
for the suction, and at the top flange sufficient pipes are 
provided to reach the top of the well where a cast-iron standard 
pump may be attached, with handle, &c., as before described. 

For shallow wells one, two, or three pumps may be fixed at 
the surface of the ground ; they are attached to cast-iron side 
frames, which are bolted to timbers, and are provided with 
crank shaft and fly-wheel. When the height to be lifted above 
the well is small the fly-wheel may be attached direct to the 
crank shaft, but when the lift is heavy the fly-wheel is attached 
to a separate shaft, on which is keyed a spur pinion; this 
works into a spur wheel, which is keyed on to the drank shaft ; 
the proportion of the wheels is regulated by the work to be 
done and the number of men employed to do the pumping. 
The construction of the pumps in all these cases does not differ 
from the hand pumps described on the first part. When pump- 
ing any height above the pump barrel, an air vessel should be 
fitted in the deliveiy pipe, the water being forced into this vessel 
compresses the air in it, and so insures a more equal flow of 
water at the top of the delivery pipe. When raising water any 
height it is advantageous to use either two or three pumps 
combined, the delivery is thus made more equal ; each crank 
is set at an angle with the other so that dead centres are 
avoided ; this is especially the case with three pumps, as the 



6 WELL PUMP8 WORKED BY HORSE AND CATTLE GEAR. 

circle described by the crank pins is divided into three; no 
shock takes place in this case as the valves of each pump open 
and close at different times. 

Well Pumps worked by Horse ahd Cattle Gear. — 
When the depth of the well is great, and the quantity 
of water to be delivered is large, a set of three pumps 
should be fixed in the well, attached to timbers or girders; 
the pumps have valve boxes at top and bottom ; one suction 
pipe is attached on the under side of the lower valve box, 
and one delivery pipe at the top box, an air vessel should 
be fixed close to the top box. The pump-rods are guided in 
the well by means of rollers which are fixed to cross girders ; 
and near the top of the well the rods are attached to con- 
necting rods with forked ends, the upper ends of which work on 
to the pins of the crank shaft. The pump-rods in the well are 
sometimes made of wood, strapped with iron at the ends, they 
are very light, and last a long time. The top gear consists of 
a three-throw crank of wrought iron, running in plummer 
blocks bolted to a cast-iron frame, which is firmly secured to 
the brickwork at top of the well ; on the end of the crank 
shaft a bevel-toothed pinion is keyed, this works into a bevel 
wheel keyed on to a vertical spindle. The tooth-wheel gear 
is carried on either a wood or iron frame, on which bearings for 
the shafts and spindles are provided. At the top of the 
vertical spindle a long arm, made of wood or iron, is attached, 
and at the other end of the arm a yoke working on a pin or 
swivel is provided, and to this the horses or oxen are harnessed. 
In cases where the work is heavy, two or more arms are 
supplied, they are connected at the outer ends, and thus form 
a large wheel. Another way of applying horse power is by 
using a large vertical wood wheel ; the horse (or donkey) works 
inside the wheel, the interior rim of which is provided with 
narrow strips of wood, forming treads for the animal's feet. In 
sonie cases the horse wheel is keyed direct to the pump shaft, 
and in other cases it is connected by spur-toothed wheels ; the 
" yoke " system is most generally used. There are several slight 
modifications of horse gear ; they are not, however, of sufficient 
importance to notice in detail. 
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DIRECT-ACTING STEAM PUMPS. 



The "Deane" Patent Steam Pump (Drawing No. 24). — 
This pump is constructed by the Pulsometer Engineering Com- 
pany, it is both useful and eflScient, it is direct acting, the steam 
cylinder is made in the ordinary manner, the valve motion, 
which will presently be described, is peculiar to this pump. 
The piston-rod is also the pump-rod, a tappet arm is keyed to 
the rod for the purpose of actuating the steam slide valve, 
the pump is double-acting, and is either fitted with indiarubber, 
leather, or gun-metal valves, according to the circumstances of 
the case ; the first named is, however, more generally used ; 
the barrel of the pump may be lined with gun-metal. A large 
air vessel of the usual kind is provided. The valves and other 
parts of the pump are easily accessible ; this is a great con- 
sideration, especially with regard to examination or removal of 
the valves and seats. The pump is self-contained and compact, 
it has two feet, and by these it is secured to the foundation 
stone. 

The steam valve, and motion to work it, are constructed as 
follows : — The tappet arm A is keyed on the piston-rod ; as it 
moves it comes into contact with the collar B when near the end 
of its motion, and by means of the valve-rod moves the small 
slide valve, which operates the supplemental piston valve D. 
A supplemental piston carrying with it the main valve is thus 
driven over, and the engine is reversed ; if, however, the piston 
accidentally fails to he moved, or is not moved promptly by the 
steam, then the lug E upon the valve-rod strikes it, and compels 
its motion by direct power from the engine. It will be seen 
that this pump has an additional safeguard, in case the supple- 
mental piston should set fast from neglect or any other cause ; 
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the valve motioD is so sensitive, that there is bo danger of the 
pump centering, even if only working at a speed of two or three 
strokes per minute. All parts move upon parallel lines in the 
same vertical plane. Both the main and supplemental valves 
are flat in shape; they are easily re-seated in case of wear. 
The connection between the main piston and its valve renders 
it absolutely certain that the valve shall always lead the piston, 
so that there is no possibility of striking the cylinder covers at 
either end. 

For supplying feed water to boilers these pumps are most 
efficient; they can be worked at a speed of 2 or 3 strokes 
per minute, or at 60 or 70 strokes ; they are absolute in action, 
cannot fail to start, and are on this account perfectly reliable 
for such work. The author does not advise the use of any 
kind of steam pump where the method of working the steam 
slide valve of the cylinder is not absolute. 

These pumps are made in sizes from 3J inches diameter 
steam cylinder, and. 2 inches diameter water cylinder and 
5 inches stroke ; this size will pump 800 gallons of water per 
hour. The largest size has a steam cylinder 24 inches diameter, 
and a water cylinder 18 inches diameter by 36 inches stroke ; 
when working at a speed of 34 strokes per minute, it will pump 
60,000 gallons of water per hour; the size of the suction and 
delivery pipe in the latter case is 12 inches diameter. 

The "Deane" Patent Double Plunger Sinking Pump 
(Drawing No. 25). — This machine is made by the Pulsometer 
Engineering Company ; it is specially designed for pumping 
water when sinking wells. The steam cylinder is constructed 
in much the same way as in the " Deane Pump " (see p. 7) ; 
it is fitted with piston valves, which separately control the up 
and down stroke of the piston, as may be required by the 
variations in duty. The piston rod of the steam cylinder is 
attached to a strong lug cast on the side of the upper barrel, 
the lower part of which carries. the second plunger; it will 
thus be seen, the upper barrel and lower plunger move, while the 
lower barrel and upper plunger are fixed. The plungers in 
each case are hollow, and through them the water is discharged. 
The pump is fitted with two plungers, the stuffing-boxes in 
each case are placed at the upper end, thus permitting the grit 
to fall away from instead of towards the packing; this is a great 
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advantage and saves much wear and tear. There are only two 
water valves, both of which are accessible by hand doors provided 
at these points. A very small space is taken up in the well or 
shaft by these pumps. The water is forced up the pump 
through its several parts in almost a direct line, thus saving all 
friction incident to intricate passages. 

The power of controlling the stroke of the pump is peculiar 
to this design; it is unique of its kind, very ingenious, and in 
working most convenient. The whole machine can be suspended 
in a well or shaft by means of a chain, and the steam carried 
down by indiarubber hose. 

The steam and water cylinders are held apart by four 
wrought-iron rods. The moving part of the pump is from 
A to B ; the delivery valve moves with this part, but the suction 
valve at C is stationary ; the lower plunger D moves with the 
part A B, but the plunger E is stationary. The valves of the 
pump are indiarubber, they are kept up to their work by spiral 
springs, the seats are gun-metal. The displacement of the 
lower plunger is twice that of the upper one. The pumps 
throw a' constant stream, and their portability, also the facility 
with which they can be fixed, renders them a most useful pump 
for employment for clearing water when sinking wells, or shafts, 
or for coffer-dam work. There are also many other purposes for 
which they can be used, especially in any case of temporary 
deep pumping. 

A machine with a steam cylinder 10 inches diameter by 16 
inches stroke, and one 7 inches diameter and one 5 inches 
diameter plunger, will throw about 4500 gallons per hour 150 
feet high, when working with steam at 55 lbs. per square inch. 

Duplex Pumping Engine (Drawing No. 26). — This is made 
by the Pulsometer Engineering Company. It is constructed in 
sizes with steam cylinders from 4 inches diameter by 6 inches 
stroke to 30 inches diameter by 24 inches stroke. The steam 
cylinder is made in the same way as an ordinary engine 
cylinder, except that the passages to the end of the cylinder 
are made double; the slide valve is the ordinary D shape, 
secured to the screwed rod with nuts at each end. The double 
passages are for separate steam and exhaust to the end of 
cylinder. The exhaust port terminating a short distance from 
the cylinder end causes an amount of steam to be shut in sufB- 
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cient to form an efficient cushion. The pump and the valye 
boxes are cast in one piece, it is double-acting. It will be seen 
on reference to the Drawing (No. 26) that the barrel chamber 
is divided into two parts, and at this diyision a long boss is 
provided, which may be bushed with gun-metal. The piston-rod 
is attached to a hollow pump plunger, also divided at the centre. 
The valves and seats are so simple, they do not require much 
description ; they are made of indiarubber, and are kept up to 
their work by spiral springs on top of them ; bonnets are pro- 
vided for the examination and easy removal of the valves and 
seats. It will be seen the general construction of the pump, 
valves, and chambers is quite free from complication. The 
piston and pump-rod are in one piece, the steam cylinder and 
pump are held apart by two side frames; each piston rod has 
a lever keyed on to it, and by its means the steam valve of 
the opposite cylinder is worked by the long levers and rocking 
shaft. The engine can be started at any portion of the stroke, 
as it is never on a dead centre. The one piston gives steam to 
its neighbour, and when its stroke is finished it waits until its 
valve is acted upon before it can move ; this gives a pause, and 
allows the valves to return to their seats. One great advantage 
of double pumps is, the motion is more regular, the stream of 
water delivered is more constant, and the pump is free from 
the shocks that often take place with single-cylinder pumps. 

These engines are also made in the compound form when of 
large size ; they are economical in the steam used, and compare 
favourably with any other engine of the direct-acting type. 

They are a very compact form of engine, are simple in 
action and can be driven by any ordinary attendant, they may 
either be worked at a low or a high speed, and with a moderate 
pressure of steam. The method of construction has had careful 
attention, all parts can be readily got at, examined, removed, 
or repaired ; the passages of the pumps are ample in size and 
free from sharp bends or curves, and are thus not liable to be 
stopped in case anything gets into them with the water. It 
must be borne in mind, no pumps of the direct-acting class can, 
for economy, be compared with the fly-wheel type of engine 
used for heavy water pumping ; there are, however, many cases 
where these engines can be applied where the former kind are 
not admissible. 

A great advantage possessed by the Duplex engines is their 
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extreme simplicity : they have few working parts, and there is 
very little that is liable to get put of order. 

A Duplex pump with steam cylinder 14 inches diameter and 
water plungers 7 inches diameter by 10 inches stroke, working 
at a speed of 60 strokes per minute, will discharge 9000 gallons 
of water per hour, the size of the suction and delivery pipes in 
this case being 7 inches diameter. 

The Worthington Steam Pomp. — These are duplex pumps: 
there are two steam cylinders and two water cylinders. The 
piston-rods and the pump-rods are in one piece. The valve 
motion of each of the steam cylinders is worked by means 
of a crcsshead keyed on the piston-rod. No fly-wheel is 
used. The construction of these pumps is as follows: — 
Taking an laverage size low service pump with steam 
cylinders 9 inches diameter, the diameter of the plungers of 
the pump is 8 J inches, the length of the stroke is 10 inches ; 
the maximum number of strokes per minute is 100, at this 
speed both pumps will deliver about 400 gallons of water per 
minute. The steam cylinders are placed side by side; their 
construction does not much differ from an ordinary engine 
cylinder ; the slide valves are placed on top, and are the same 
as the common D slide; the slide rods are connected to the 
slide valves, and pass through stuffing-boxes in the usual way. 
A casting or distance piece connects each pair of cylinders and 
pumps, and in the centre of each a bracket is provided carrying a 
rocking shaft, short levers are keyed on these shafts, and by 
means of links are attached to the slide-valve rods; at the 
other end of the shafts a long lever is keyed, this is connected 
to the crossheads on the piston-rods by means of links. The 
movement of the pistons in the two cylinders is made alter- 
nately, except that before the finish of the backward or forward 
stroke of the piston the other one commences moving in the 
opposite direction ; the pump can thus be started at any position 
of the pistons. The pumps are double acting. The plungers 
work through deep metallic packing rings. The suction pipes 
enter a chamber on the under side of the suction valves ; the 
water is discharged through the delivery valves into a top 
chamber, and thence to the rising main. The valves are 
indiarubber working on gun-metal seats, and are kept up to 
their work by brass springs ; bonnets are provided, both at the 
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suction and delivery valves, to examine and remove them if 
necessary ; the valve seats are screwed into the pump casting. 
The alternate motion of the pump plungers gives time for the 
valves to seat, and thus saves vibration and noise in working. 
For large sizes the steam cylinders are made upon the com- 
pound system; the piston rods pass through from the high- 
pressure to the low-pressure cylinder direct to the pump 
plungers. 

The pumps can be worked with steam from 15 to 20 lbs. 
per square inch and upwards, and are capable of pumping 
water from about 15 to 20 feet below the suction pipes, and 
discharging it up to 90 feet to 100 feet above the delivery 
valves. 

These pumps are also used for waterworks pumping under 
heavy heads, they have been extensively employed in^ America, 
and have lately been introduced into England ; the manufac- 
turers claim that they can pump as economically with them as 
with the highest class of compound engines made by the best 
firms in this country. As the author's experience of their per- 
formance for heavy pumping is limited, he is unable at present 
to give an opinion upon the matter. 

Duplex Pumping Engines (Drawing No. 27). — This form 
of engine (originally the Worthington engine) was introduced 
into this country by Messrs. Easton and Anderson — or rather 
Easton and Amos as the firm was then called — more than thirty 
years ago, and is very suitable for certain purposes where 
it is desirable that the starting and stopping should be eflfected 
automatically in accordance with the varying demand for water. 
This is done by the arrangement of valve gear peculiar to 
this form of engine. 

The engine consists of a pair of horizontal cylinders placed 
side by side, each working a pump direct by a prolongation of 
its piston-rod. The slide valve of each cylinder, which is of 
the usual form, is worked by means of a lever from the piston- 
rod of the other cylinder. There is practically no lap on the 
slide valves, the result of which is that there is no dead centre 
except when both pistons are carefully put at half stroke, a 
position which they can never both assume simultaneously in 
practice. 

Messrs. Easton and Anderson fitted engines of this type a 
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good many years ago for the water supply of the town of 
Wisbech, where they are placed several miles away from the 
town, and pump direct into the mains without the intervention 
of a reservoir. They have also erected these engines for the 
water supply of the town of Lymington, Hampshire, where the 
distance of the pumps from the town is not so great, and where 
there is a reservoir, though the pumps have frequently pumped 
into the town mains direct. They have also fitted these pumps 
for numerous small water supplies to towns, &c. 

Another useful application of them is for high-pressure pumps 
for hydraulic presses and riveting machines, for which purposes 
the firm have successfully applied them for pressures up to 
2 tons per square inch ; but the principal use they have made 
of them has been in connection with hydraulic lifts. These 
duplex engines and pumps are particularly useful in such 
C£tses because they occupy very little space, are extremely 
simple in construction, and require very little attention. The 
long experience the firm have had with these engines has 
enabled them to perfect the details so well, that they will 
continue working for long periods without requiring any repair. 
One of the latest forms of these engines is shown on Drawing 

No. 27. 

The most notable recent application of these pumping 
engines is in the present year (1886), that for the large 
hydraulic passenger lifts of the Mersey Bail way being the 
largest yet erected in this country. In this case, the pumps 
raise water into a tank placed on top of the building, over the 
lift wells, whence it flows to the lifts, but for many months after 
starting them (before the tanks were ready), the water was 
pumped direct into the cylinders of the lifts and the service was 
performed in a most efldcient manner. The author has had the 
pleasure of inspecting the work in operation and can testify to 
its perfect working. 

The Pulsometeb. — This is a very useful apparatus. It is 
made by the Pulsometer Engineering Company, and is used for 
pumping water for temporary purposes, such as in well-sinking, 
removing water from excavations, and other like kind of work, 
also for railway and steamship purposes. It can either be 
fixed to timber or any kind of foundation, or it can be 
suspended by a chain, and raised and lowered as required. 
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It will di-aw water 15 feet below the valves, and is capable of 
raising it a maximum height of 90 feet. The length of the 
horizontal suction or discharge does not afiect the working 
of the pump if the pipes are of sufficient size to prevent 
undue friction. When the apparatus is suspended by a chain, 
the steam to work it is carried down through an indiarubber 
hose; no exhaust steam pipe is wanted. It will work under 
water ; this is not however advisable if it can be avoided, but 
still even under these disadvantageous circumstances it performs 
in an efiBcient manner. Drawing No. 28 shows a Pulsometer ; 
they are made in various sizes, the illustration is only intended 
to show the way of construction and working. The body is 
composed of two chambers with tapering necks bent to a centre 
neck; the passages terminate at this point in a small steam 
chamber fitted with one ball valve, this valve oscillates between 
the two seats, covers are provided at the valves to permit of 
examination and cleaning. The valves are made of gun-metal 
or indiarubber, and either as open valves or the grid kind, the 
work to be done decides the best form of valve. 

The pump acts in the following way : — It is filled with water, 
steam is admitted through the steam pipe E and passes down 
the side of the neck open to it by the position of the small 
ball valve, it presses upon the water in the chamber A, and dis- 
charges it through the opening and valve into the rising main ; 
when the water is level with the horizontal orifice which leads 
to the discharge, the steam being brought into contact with the 
water in the pipes leading to the discharge chamber, instant 
condensation takes place, and a vacuum is formed in the 
emptied chamber ; the steam ball valve is pulled over by this 
means, closing the inlet for the steam, and opening at the 
same time into the other chamber, water rushes in through the 
suction pipe, lifting the inlet valve, and fills the chamber A 
again. An air vessel may be placed in the delivery to give 
a constant flow of water. A foot valve should be used in the 
suction. The pump does not require any packing, nor any oil 
or tallow. 

The action is very simple, and there is very little to get out 
of order ; there are many cases where it can be used where it 
would be hardly possible to use any other kind of pump. 

The principal purposes for which it is adapted are well- 
sinking, and also when other pumps break down, also in keeping 
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water clear in cofifer-dams and other excavations and draining 
underground workings. It can also be placed upon wheels and 
used for irrigation purposes, pumping out sewage tanks, &c- 
It is used in a large number of steamers for pumping water 
ballast, bilges, and deck washing. The smallest size will pump 
600 gallons per hour, and the largest 65,000 gallons ; the size 
of the suction pipe in the former being IJ inches diameter, and 
in the latter 10 inches; the discharge pipes being respectively 
1 inch and 8 inches diameter. 

The pump has been some years in successful use, and from 
its portability is a favourite means for clearing water for con- 
tractors' and other purposes. It is self-contained, and requires 
no skill in fixing : it is therefore easily and rapidly set to work, 
and can be in like manner readily removed when done with. 
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CHAPTER III. 

CENTRIFUGAL OR ROTARY PUMPS. 

Rotary Pumps. — A pair of these pumps have recently been 
(1885) put down at Morel's Dock, Cardiff, for draining the dry 
dock. The work was executed by Messra Hick, Hargreaves and 
Co., Bolton, to whom the author is indebted for the particulars. 
The engines to drive the pump are of the horizontal type. 
They work separately, each driving a rotary pump; a large 
bevel mortice wheel is keyed on each of the crank shafts, and 
gives motion to a bevel pinion keyed on the vertical shafts, to 
which the rotary pumps are attached direct. The blades of the 
pumps are four feet diameter, and run at a speed of 250 revo- 
lutions per minute ; the ratio of the driving wheels is 2 '75 to 1. 
The engines are horizontal non-condensing, the cylinders being 
16 inches diameter by 36 inches stroke. The slide valves 
are of the ordinary D kind. The speed of the engines is 100 
revolutions per minute ; the pressure of steam is 80 lbs. per 
square inch. 

The leakage pump is also of the rotary type, with 9-inch inlet 
and outlet pipes; it is driven by a belt from an oscillating 
engine fixed at the same level as the main engines. The 
cylinder of the engine is 10 inches diameter by 18 inches 
stroke, and the speed 174 revolutions per minute. The boilers 
to supply steam for the engines are made of steel, of the Lan- 
cashire kind, 6 feet 6 inches dieoneter by 26 feet long, with two 
2 feet 6 inches diameter flues. The dock contains, when full, 
5,793,867 gallons ; the pumps can empty it in four hours. The 
depth at the centre is 21 feet, and the maximum lift 25 feet. 
The machinery is contained in a room 37 feet 6 inches by 
30 feet. The boilers are in a separate room ; space is left for 
two extra boilers. 
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The arrangement is very compact, simple in detai], and free 
from complication. The above statement of work done proves 
its eflSciency. 

DntECT-ACTINQ CENTRIFUGAL PUMPING ENGINES. 

This machinery was constructed by Messrs. J. and H. Gwynne, 
of Hammersmith, for pumping the Sandon Dock for the Mersey 
Docks and Harbour Board at Liverpool, 

There are four ** Invincible " patent horizontal pumping 
engines, there is also one 15-inch vertical pumping engine. 

The steam cylinders of the large engines are 21J inches 
diameter by 24 inches stroke; each is fitted with variable 
expansion valves. The crank shaft is attached direct to the 
pump shaft; a fly-wheel works outside the bed plate of the 
engine, on the reverse side of the pump. The cylinders of the 
engines are bolted at the end of the bed plate, and overhang. 
The general arrangement is very compact. The pump pro- 
pellers are 60 inches diameter. 

The work to be done by these engines is to raise the level of 
the water in the Sandon Dock 5 feet, the dock having an area 
of 10 acres, and to empty the graving docks, five in number, 
in connection with the said dock. The contract was to raise 
5 feet of water in the dock in three hours, but at the official 
trial, on March 15th, 1886, this duty was done in 90 minutes. 
At starting, the height of lift, including friction in the culvert, 
was 1 foot 11 inches, finishing with a lift of 10 feet 2| inches. 
The leakage during the first 45 minutes of the trial amounted 
to 1 inch over the entire area of the dock, or 37,085 cubic feet 
= 231,781 gallons. The diameter both of the suction and 
the delivery pipes is 36 inches. The average speed of the 
engines 140 revolutions per minute, the pressure of steam 
80 lbs. per square inch, and the average indicated horse- 
power = 740. 

The consumption of coal was 34 cwt. The steam is supplied 
by four boilers, 7 feet diameter by 26 feet long, of the Lan- 
cashire type. 

Appold Centbifugal Pumps. 

The following particulars regarding the application of these 
pumps have been given to the author by Messrs. Easton and 
Anderson since the first portion of the book was written. 
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Wisbech Northsidb Drainage. — The pumping station is 
situated close to the '* Bummers Sluice," and is erected to assist 
the drainage of an area of 6632 acres. The machinery consists 
of a vertical spindle balanced single-inlet centrifugal pump, 
and a vertical cylinder engine supplied with steam by a single 
flue Cornish boiler. The fan is 44 inches diameter by 9| inches 
deep, and will deliver 36 tons of water per minute on a mean 
lift of 13 feet. The pump is placed in a brick well 6 feet 
6 inches diameter, and the outlet culvert is provided with a 
self-acting flap valve to prevent the return of water from the 
river. A water-tight diaphragm is placed in the well to prevent 
the water rising in the engine room when pumping against higli 
tide. The fan is suspended by means of an "onion" bearing 
from a cast-iron beam attached to a cast-iron curb ring on the 
top of the well, and a bevel pinion is keyed to the fan spindle 
underneath the cast-iron beam. 

The steam cylinder is 18 inches in diameter by 21 inches 
stroke, it is steam jacketed and lagged, and is placed directly 
over the crank shaft on a projecting bracket of the bed plate. 
The piston-rod works through a stuffing box in the top cover 
of the cylinder on to a crosshead working in guides bolted to 
the cylinder cover, and from which one connecting rod on 
each side passes down to the cl-ank shaft underneath the cylinder. 
The slide valve is worked by an eccentric on the crank shaft 
between the two cranks through a lever and rods. The air 
and feed pumps are vertical, they are bolted to the bed plate 
behind the cylinder and are worked by a beam ofi'the crosshead. 
The bed plate forms the condenser, and besides the central 
projecting bracket which carries the cylinder, has two horns 
projecting forward in horseshoe fashion, to carry the crank shaft 
bearings. The crank shaft is continued on one side to the cast- 
iron beam carrying the " onion " bearing of the pump spindle, 
its outer end resting in a bearing bolted to the cast-iron beam. 
Between this outer bearing and the bearing on the bed plate, 
the fly-wheel is keyed on the crank shaft having a bevel wheel, 
attached to the rim, geared into the pinion on the pump spindle. 

The whole forms a very compact arrangement of drainage 
plant, and works in a very satisfactory manner; it has the 
additional advantage of being cheap in first cost and economical 
in working. The normal working speed is 75 revolutions per 
minute. 
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Centrifugal Pumping Machinery. — ^Another form applic- 
able to situations where the ground is marshj and the founda- 
tions are liable to settle, is constructed as follows : — 

The pump is driyen by a pair of patent horizontal balanced 
engines, bolted to the top of the pump case itself, the crank 
shaft being attached by a flange coupling direct to the top of 
the vertical fan spindle. The engine framing extends beyond 
the pump case on either side. The low-pressure cylinder is on 
one side, whilst the high pressure cylinder is on the other ; the 
air pump and condenser are behind, and are worked by the 
piston-rod; the exhaust pipe from the low pressure cylinder 
forms the principal part of the condenser. The cranks are 
opposite each other, and all the moving parts are completely 
balanced; a small fly-wheel is placed underneath the engine 
framing to equalise the motion, which is thus made very 
uniform. The weight of the pump spindle and crank shaft is 
taken by an " onion " bearing at the upper end of the crank 
shaft supported by a casting spanning the two engine frames. 
The whole arrangement is self-contained and independent of 
the masonry. 

A set of machinery of this kind was sent to Demerara in 
1883 to replace a smaller plant of an older type. The fan is 
60 inches in diameter by 16 inches deep ; the cylinders are 
13 inches and 22^ inches in diameter respectively, and each 
16 inches stroke. It pumps 100 tons of water per minute to a 
height of 5 feet, the maximum lift for a correspondingly 
smaller quantity being 9 feet. 

Devonport Dockyard. — This machinery is for pumping 
out No. 3 dry dock at Devonport Dockyard, and consists of the 
following : — 

Two patent single inlet centrifugal pumps 7 feet 6 inches 
diameter by 11 J inches deep, each driven by a pair of horizontal 
compound condensing engines placed at right angles to each 
other, and working direct on to a single crank, connected to 
the top of the pump spindle. The high-pressure cylinder is 
18 inches diameter, and the low-pressure 30 inches diameter, 
both 18 inches stroke. The weight of the pump fan and 
spindle is carried by a collar bearing at the top of the pump 
spindle. The leakage pumps are three-throw, 20 inches 
diameter by 3 feet 3 inches stroke, and are worked through 

c 2 
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spar gearing by a donble-oylinder horizontal condensing engine, 
haying cylinders 12j^ inches diameter by 20 inches stroke. 
The steam pressure is 80 lbs. per square inch, and the exhaust 
steam from the leakage as well as the main engines is led into 
a condenser common to them all; the air pump is worked 
by the leakage engine. The condenser and air pump are 
placed in a tank which is supplied with water from the delivery 
of the leakage pumps, and from which the injection water is 
taken. 

A small steam engine is proyided for working the sluices in 
the culverts. 

The capacity of the dock is 39,000 tons of water, and the 
pumps are capable of emptying it in four hours. 
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CHAPTER IV. 



PUMPING ENGINES. 



Patent Safety Motor (Drawing No. 29). — ^This is a new 
engine of a very simple type, lately brought out by Mr. H. 
Davey, of the firm of Messrs. Hathom, Davey & Co., of 
Leeds, to whom the author is indebted for the drawing. It 
is applied to a variety of purposes, especially for pumping 
water for domestic supply, and for schools, &c. The machine 
is an absolutely safe and reliable motor, and can be worked 
by any unskilled person ; it is more correctly speaking a 
vacuum engine. A small furnace is surrounded by a water 
jacket or " kettle/' the fuel used may be coke, coal, or wood, 
which is fed through a fire door, the water in the boiler or 
^'kettle" is boiled as in an ordinary water heater, steam is 
raised at the same pressure as the atmosphere, the steam 
(or vapour) passes direct from the " kettle " to the cylinder, 
and from the cylinder to a surface condenser, in this a vacuum 
is maintained by a small air pump ; it will be seen that the 
cylinder is enclosed in the steam chamber, and by this means 
condensation is prevented. The whole of the machine is 
attached to a bed plate on which the boiler or " kettle " con- 
sisting of a casting is fixed vertically , and in the interior of 
which the cylinder at the upper part is placed in an inverted 
position; the piston-rod works through an ordinary stuflSng- 
box and gland. The guide is a small hollow piston or trunk, 
working in a bored cylinder open at either end, the connecting 
rod is attached at the centre, the other end works on to a crauk 
shaft, at one end of which is keyed a fly-wheel, and at the 
other a crank plate to work the air pump which is fixed 
direct to the casting of the "kettle." An eccentric on the 
crank shaft works the slide valve in the ordinary way of a 
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common steam engine. The condenser is a separate casting 
fixed at the back, connected by pipes to the steam space of 
the boiler, and to the air pump. The air pump extracts from 
the surface condenser the water formed by condensation, and 
delivers it into the boiler, so that it is constantly fed M'ith hot 
and almost pure water, thus preventing any incrustation forming. 
The feed to the boiler is thus automatic, as are all the other 
parts of the motor except the fire, this in the self-contained 
motor now under consideration requires attention about once 
per hour ; the times for adding fuel, of course, will vary with 
the work on the motor. As there is no pressure in the boiler 
it is absolutely safe, and even if neglected accident is impos- 
sible, it is perfectly reliable in its action and can be usefully 
employed for pumping and other purposes at private houses 
or public institutions. Any one can work the engine, there is 
nothing to get out of order. This class of the motor is made 
in sizes from one-half to six horse-power. 

Another form of the motor is made where the boiler is of 
the "hopper'' kind and is separate; the furnace is con- 
structed to hold six to eight hours' supply of fuel, it requires 
no attention whatever during this period of time. This class of 
engine is made in sizes up to 10 horse-power. 

For Pumping/ Purposes. — The crank shaft is extended beyond 
the fly-wheel, and is made to carry a pinion to work gearing or 
a belt pulley from which the power is transmitted to the pumps. 
In the small sizes of motor the pump is driven direct from a 
crank pin on the boss of the fly-wheel. 

The engine when not pumping may drive any kind of 
domestic machinery, such as washing machines, bread making, 
or electric lighting apparatus. The pumps if desired may be 
fixed separate from the engine, and driven by a strap or 
belt from the rim of the fly-wheel. This is one of the most 
ingenious and useful engines for small powers that has been 
introduced for a long time, and fills a want very often felt. It 
is entirely free from the diflSculties that occur with hot-air 
or gas engines, and is far more economical in working, the 
cost of which is as follows : — 

The test made by the Eoyal Agricultural Society at Preston, 
in 1885, showed that the motor consumed a little over 6 lbs. 
of gas coke per brake horse-power per hour, the trial was 
made in the open air, part of the time during rain. Later trials 
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have given a consumption of 30 lbs. of steam per indicated 
horse-power per hour. 

The motor being self-contained can be delivered ready for 
bolting down. It does not require skilled labour to fix it and 
is admirably adapted for pumping up water to supply tanks 
for working hydraulic lifts. As these are now coming into use 
in mansions and other large institutions, the motor may much 
extend their adoption. 

Compound Beam Engines for Waterworks Pumping. 

The following are some additional particulars furnished to 
the author by Messrs. Baston and Anderson relating to the 
engines already mentioned at pp. 72 to 74 in the first part, 

Brighton Waterworks, — There are four engines, constructed 
at different dates, the first in 1854 and the last in 1874; 
they are all of the same size, and generally of similar con- 
struction. 

The bed plate consists of several pieces bolted together, upon 
which stand two fluted columns; the entablature beam rests 
on these and spans the engine room, its ends being firmly built 

into the walls. 

The high-pressure cylinder is 28 inches diameter by 5 feet 
4| inches stroke, and the low-pressure cylinder 46 inches 
diameter by 8 feet stroke. Underneath the bed plate is an 
oval well containing two lift pumps 32^ inches diameter and 
30 inches stroke, which pump from the deep well into the low- 
service reservoir at the ground level. From this reservoir a 
double-acting pump under the beam pumps the water into the 
high service, whilst another pnmp (or pumps) worked from the 
outer end of the crank shaft discharges into the middle service. 
By this arrangement each engine pumps into each of the three 
services (high, middle, and low levels) with which Brighton is 
supplied. The net lifts of the three services are : ** low," from 
well 129 feet; ** middle," from reservoir 92 feet; '*high," 
from reservoir 166 feet. 

None of these engines are steam-jacketed ; at the time the 
first engines were erected steam-jacketing was little used, even 
as late as 1867, when the third one was fixed. When the last 
one was constructed in 1874 it was, unfortunately, desired to 
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preserve uniformity, and thus again steam-jacketing wfis not 
resorted to ; this is much to be regretted, as there can be no 
doubt from recent experience that a great economy in working 
would have been thereby effected. However, some improve- 
ment was admitted to the last engine, which was fitted with 
expansion gear and supplied with steam at 60 lbs. pressure per 
square inch instead of 45 to 50 lbs. 

The third engine was tested in 1872, after five years' work, 
with the following results :*— 

• 

DniAtion of trial .. 10 hours 35 minutes. 

Eqoiyalent evaporation from and at 212** per Ib.^ iq.yiw- 
ofcoal •• ., • , «. «, ,. ,,/ 

Mean steam pressore in boilers 44 lbs. 

Mean weight of Newcastle coal per LH.P. per hour 3*02 lbs. 

Mean weight of steam per I.H.P. per hour . . . . 28 * 8 lbs. 

Arerage Dumber of revolutions per minute .. .. 13 

» I.HJ». 204-1 

Efficiency ^ "'^^^g'^;^;;^^'^^ O-SOO. 

The fourth engine was tested on 13th November, 1877, with 
the following results :«- 

Mean steam pressure in boilers 60 lbs. 

Mean weight of Newcastle coal per LH.P. per hour 2*36 lbs. 

Mean weight of steam per I.H.P. per hour . . . . 21 - 9 lbs. 

Average number of revolutions per minute . . . . 16-19. 

« I.H.P 285. 

Thus it will be seen that this last engine worked with con- 
siderably greater economy than the previous ones. 

The author calls particular attention to the conditions under 
which these eugines were tested, to enable the reader to fairly 
compare others mentioned in the book, where the circumstances 
were much more favourable. 

Portmoufh W€derworTcs.—TkB author has been favoured with 
additional particulars of these engines by Messrs. Easton and 
Anderson. At the Havant pumping station there are four 
compound condensing beam engines of nearly the same size. 
The first two were constructed in 1859, the third in 1867, and 
the fourth in 1880 ; they afford an interesting example of the 
advantage of steam-jacketed over non-jacketed cylinders. 

As in the case of the Brighton engines, the entablature 
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frames are carried upon a pair of columns and their ends are 
built into the walls of the engine house. Each engine has one 
double-acting piston pump worked from the beam on the crank 
side of the beam centre. 

The first three engines had unjacketed cylinders, and were 
worked by steam at 40 lbs. pressure. The last engine is sup- 
plied with 60 lbs. steam from new boilers, and has steam- 
jacketed cylinders with variable expansion gear to the high- 
pressure cylinder. The cylinders are 27 inches diameter by 
3 feet 9 inches stroke, and 38 inches diameter by 6 feet stroke ; 
diameter of pump 20 inches, with 3 feet stroke. The engine 
makes 22 revolutions per minute, indicating 140 horse-power, 
and delivering 2376 gallons of water per minute against a total 
head of 160 feet. 

After a few months' experience with this new engine the 
directors were so satisfied with the economy effected that they 
ordered similar cylinders and fittings to replace the old ones on 
the other three engines. The steam pressure was also raised 
from 40 lbs. to 60 lbs. per square inch, and a second main was 
laid to the reservoir to reduce resistance. 

The result of all these alterations was to reduce the con- 
sumption of coal to one-half its previous amount, and of this 
saving fully 60 per cent, is estimated to be due to the improve- 
ments introduced into the engines themselves. The alterations 
to these engines prove the necessity of having machinery well 
up to modem requirements ; the large saving in coal in this 
instance will soon repay the outlay, added to which the engines 
perform their work in a far more satisfactory manner. 

Lambeth Waterworks^ Brixton Bill. — The author has been 
favoured with further particulars of these engines, described in 
first part Drawing No. 30 shows two pairs of beam pumping 
engines constructed in 1875-6 for pumping 5,000,000 gallons 
of water per day against a normal resistance equal to about 
230 feet head from the reservoirs on Brixton Hill to the 
reservoir at Norwood. Both pairs of engines are precisely 
similar in construction, but the later one is rather larger than 
the first, giving about 25 per cent, greater delivery of water. 

The first pair was started in December 1875 and the second 
pair in February 1877. It will suffice to describe the larger 
pair of engines; it consists of two single cylinder beam 
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engines, one being the high-pressure and the other the low- 
pressure, with one crank shaft common to both, with cranks 
at right angles and the fly-wheel, 15 feet diameter and 
7| tons weight, in the middle of the shaft. The high-pressure 
cylinder is 22^ inches diameter and the low-pressure 45 inches 
diameter, each having a stroke of 5 feet 6 inches. 

Each cylinder stands on a strong cast-iron bed plate 
23 feet 9 inches long by 5 feet 4 inches wide and 15} inches 
deep, bolted to the foundation. A pair of A frames in the 
centre carry the middle of the entablature, the ends of which 
are supported by polished wrought-iron columns. At the 
crank end these columns rise from the bed plate ; at the 
cylinder end they rise from the bed plate of the high- 
pressure engine and from bosses cast at the top of the low- 
pressure cylinder. The crank shaft pedestal is bolted on the 
bed plate, and the beam pedestals are bolted on the top of the 
entablature. 

The air pump is 15 inches diameter by 2 feet 8 inches 
stroke, giving a capacity per revolution of the engine of about 
two gallons per maximum indicated horse-power. It is worked 
by a rod from the beam on the crank side of the low-pressure 
engine, the feed pump is similarly worked by the high-pressure 
engine. 

The air pump discharges into a tank in the centre of the 
engine house, from which the feed pump draws its water. The 
surface condenser is placed between the two engines, the 
suction water of both pumps passing through it; it has 
J inch brass tubes packed with wood ferrules, the water cir- 
culating outside the tubes ; the tube surface is about 2^ square 
feet per maximum indicated horse-power. The cylinders are 
both steam-jacketed and lagged, and fitted with double ex- 
pansion slides, those on the high-pressure engine being adjust- 
able by hand while working. 

The exhaust steam from the high-pressure cylinder passes 
through a re-heater to the low-pressure cylinder. This re- 
heater is a cylindrical tube drum placed on an incline rising 
from the high-pressure cylinder, the exhaust steam passing 
through the tubes, the casing is supplied with steam from 
the main steam pipe ; this arrangement effects a similar object 
to the Cowper re-heater, but seems simpler in its details. 
The condensed water from the steam jackets, reheater, and 
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separator is collected in a central vessel so placed that the feed 
pump suction water passes through it and mingles with the 
condensed water on its way to the pump. 

The beams are made of wrought-iron plates riveted together, 
with cast-iron bosses riveted on for supporting the several 
gudgeons. Lead counterbalance weights are introduced be- 
tween the beam flitches at the crank ends to balance the pumps. 

There is one main service pump to each single engine of the 
bucket and plunger type, the barrel is 22^ inches diameter and 
has a stroke of 2 feet 9 inches, it is bolted direct to the under 
side of the bed plate, and worked off the same parallel motion 
which guides the piston rod. The barrel is hard cast iron, and 
the bucket is packed with gun-metal spring rings f inch wide in 
two grooves, two rings in each groove. The valves are of the 
annular ring type with three concentric gun-metal rings in each 
valve, falling on gun-metal seats, and having a heavy cast-iron 
guard above to regulate their descent. Each pump has also a 
flap retaining valve in its delivery branch. A section of one of 
the pumps is shown on Drawing No. 30. 

Each pair of pumps draws water from the reservoir behind the 
engine house through an 18-inch diameter suction pipe, and then 
through the surface condenser, the two separate suction pipes 
branching from the top of the condenser to the pumps. To 
equalise the flow of water as much as possible in the 18-inch 
main suction pipe, an air vessel is placed on the top of the 
condenser with a capacity of about 280 gallons. 

Steam is supplied by five boilers, placed as shown in the 
drawing, each boiler is 7 feet diameter by 21 feet 7^ inches 
long, and has two internal flues 2 feet 9i inches diameter. Two 
boilers will supply steam enough for both pair of engines work- 
ing full speed ; but ordinarily three boilers are worked at a time. 

The first pair of engines was tried on special high service 
duty in March 1876, with the following results : — 

Average height of Uft 321 -4 feet. 

Mean pressure of steam 59 lbs. per sq. inch. 

Bate of expansion in cylinders . . . . 8 to 1. 

(Consumption of steam in cylinders only per I.H.P.1 ,- « 

per hour / 

Number of revolutions per minute 19*44. 

Indicated HP 156*8. 

H.P. water lifted 141*9. 

141-9 
Efficiency = ----- 0*905. 
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On the 18th Jaly, 1877, a trial was made of both pairs of 
engines working together, when 

Height of lift was 2258 feet. 

Mean steam prearare 54*4 lbs. per sq. inch. 

Oolunimption of steam in oylinden only 16-7 Iba. ^ 

„ „ jackets 275 Ibe. IperLttP. 

— f per hour. 

Total 19-45 lbs. ) 

The efficiency was 89*85 per cent., thns entirely corrobo- 
rating the results of the earlier trial; the water in passing 
through the surface condensers was raised in temperature about 
2i° Fahrenheit, as nearly as could be read on ordinary thermo* 
meters. 

Antwerp Waierworks (Drawing No. 31). — ^The author has 
also been favoured by Messrs. Easton and Anderson with 
additional particulars of these engines. The pumping station 
is at Waelhem, about lOj^ miles from Antwerp, on the river 
Nethe, from which the water is obtained. The water is allowed 
to run into settling ponds direct from the river ; it is then 
run into two pits, whence it is pumped up by two of Airy and 
Anderson's patent screw pumps to the proper level for passing 
through Anderson's patent revolving purifiers (filled with 
spongy iron), after which it is filtered through sand filter beds, 
and then runs into cast-iron reservoirs, whence it is pumped 
direct into the mains without interposition of a high reservoir 
or water tower. 

The whole arrangement of the pumping machinery, together 
with the boilers, is shown in Drawing No. 31. 

There are two pairs of compound condensing beam engines, 
the engines of each pair being coupled together at right angles 
by a common crank shaft and fly-wheel ; they are carefully 
balanced so that they will creep round as slowly as one and 
a half revolution per minute, although their maximum speed is 
22 revolutions per minute. 

Each engine has a continuous cast-iron bed plate, with a 
pair of A frames in the middle of its length supporting the 
entablature and the pedestals for the main beam gudgeons ; 
the ends of the entablature are supported by columns on the 
bed plate. The crank shaft pedestal is cast on the bed plate. 
The high-pressure cylinder is 18^ inches diameter by 3 feet 
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8 inches stroke, and the low-pressnre one 30 inches diameter 
by 5 feet 6 inches stroke. 

They are both steam-jacketed and lagged ; the high-pressure 
cyhnder is fitted with Meyers* variable expansion gear, and 
receives steam from the boilers at 65 lbs. pressure per square 
inch. The beams, connecting rods, and cranks are of cast 
iron, and the crank shaft of wrought iron. 

There is one bucket and plunger pump with barrel 22^ 
inches diameter and 33 inches stroke (delivering 47*3 gallons 
per revolution), fixed in the brickwork under the high pressure 
cylinder of each engine, and worked from the back links of the 
parallel motion. The valves are of the ring type, beating on gun- 
metal seats. The suction pipe is very short, and dips direct 
into the clear water sump. Each pump has a self-acting non- 
return valve on its 12-inch delivery pipe; beyond this the 
pipes from each pair of pumps unite by a T pipe into one 
15-inch pipe, which is connected to the sides of a cast-iron air 
vessel of 65 cubic feet capacity, placed within the engine 
house. The delivery pipe then issues from the bottom of the 
air vessel, and joins the 20-inch main leading to Antwerp; 
this pipe is also fitted with a self-acting non-return valve. 
There being four deliveries of water in each revolution of a 
pair of engines, they work very smoothly, steadily, and noise- 
lessly. 

Besides the main pump, each engine has its own air and feed 
pumps, and each pair of engines has one air-compressing pump 
for charging the air vessels. 

Any engine can be uncoupled, and its fellow can then be 
worked by itself. The total head of resistance at the pumps 
is 280 feet ; the work done is 1042 gallons of water lifted per 
minute, and the efiSciency is nearly 90 per cent. The screw 
pumps already mentioned are situated in an annexe adjoining 
the engine bouse. They are 3 feet diameter by 42 feet long, 
placed at an angle of 30° for a maximum lift of 19 feet, and are 
capable of delivering 2000 gallons per minute. This type of 
pump has been described in first part on page 36. Advantage 
is taken of the property of these pumps of accurately measuring 
the water they pump, to keep a record of the quantity of water 
raised daily into the filters. Each pump is driven by a separate 
12 horse-power horizontal non-condensing engine ; the exhaust 
steam from these engines passes through the spiral coil of a 
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feed heater, and is almost entirely condensed in heating the 
feed water for the boilers. 

The boiler house is on the other side of the engine house, 
it contains four double-flue multitubular boilers, constructed 
for a working pressure of 65 lbs. per square inch ; each boiler 
is 6 feet 6 inches diameter by 23 feet long, and has two 2 foot 
6 inch flues terminating in thirty-seven tubes 3 inches diameter, 
and 6 feet long. Each boiler is capable of evaporating 50 cubic 
feet of water per hour from 100° Fahrenheit, at 65 lbs. per 
square inch pressure. They are set in brickwork with split 
draught round the sides, and a return flue underneath. 

Sviton WaterworTcB. — This is an example of a self-contained 
compound condensing beam engine, working three bucket and 
plunger pumps direct from the beam, each pump supplying a 
separate service under a different head of resistance, but all 
three pumping from the same well. 

The high-pressure cylinder is 18^ inches diameter by 3 feet 
8 inches stroke, and the low-pressure cylinder 30 inches diame- 
ter by 5 feet 6 inches stroke. The low service pump barrel 
is 18 inches diameter by 33 inches stroke, it has a capacity 
of 650 gallons at 22 revolutions per minute, and pumps against 
182 feet head. The middle service pump is 12 inches diame- 
ter by 36 inches stroke, with a capacity of 325 gallons per 
minute, and pumps against 291 feet head. The high service 
pump is 14 inches diameter by 16| inches stroke with a 
capacity of 200 gallons per minute, and pumps against a head 
of 526 feet. 

The pipes and connections are so arranged that any pump 
can be shut off without stopping the others, and also that any 
pump may be put on to any of the tliree services, although 
usually all three pumps work together, each on its own service. 

The engine is fitted with a surface condenser, with a circu- 
lating pump worked direct off the beam, the air pump is 
worked by the continuation of the low-pressure piston rod 
through the bottom of the cylinder. 

The whole arrangement is very compact and strikingly illus- 
trates the advantages of a beam engine for performing such 
various services with a single motor. 

Winchester Waterworks, — Compound Beam Pumping Engine 
and Well Pumps, erected by Messrs. Easton and Anderson 
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(Drawing No. 32). — It differs from those before described in so 
far as it is made to actuate two deep well pumps. The engine 
is one of their self-contained double^cylinder beam engine?, 
with cylinders 17 inches diameter by 4 feet 1 J inch stroke, and 
25J inches diameter and 5 feet 6 inches stroke, bolted to the 
bed plate, which carries two A frames in the middle of its 
length, supporting the beam, and two columns at each end, on 
which rests the entablature. The beam is made of wrought- 
iron plates with cast-iron distance pieces. The high-pressure 
cylinder is fitted with variable expansion gear, adjustable by 
hand whilst the engine is running. The engine works with 
steam at 60 lbs. pressure per square inch, expanding eight 
times, and making 25 revolutions per minute. 

There are two single-acting lift pumps worked by rods direct 
from the beam, one on either side of the centre, each 16 J inches 
diameter and 2 feet stroke. They are placed in a well of oval 
shape, 7 feet by 5 feet 6 inches ; it is situated under the centre 
of the engine, and is 175 feet deep. The pump clacks are 
about 25 feet above the bottom of the well, or 150 feet below 
the surface, they are united by a breeches pipe below the 
clacks from which depends a single suction pipe. 

On the delivery side each pump is fitted with a bend and 
self-acting non-return valve; a breeches pipe connects the 
deliveries of these self-acting valves with the bottom of an air 
vessel. The rising main dips down to nearly the bottom of 
this air vessel, and then rises to the surface. 

The pumps are supported^ on two strong cast-iron girders 
built into the sides of the well, which also carry the weight of 
the pipes. 

At intervals of about 18 feet cast-iron girders are built into 
the sides of the well, to which are attached guides for the 
pump rods. The rising main is clamped to these girders, 
which also carry timber landing stages or platforms; and 
wrought-iron ladders are fixed from stage to stage so as to give 
ready access down the welL 

At the normal speed of 25 revolutions per minute of the 
engine these pumps deliver 900 gallons of water per minute 
against a total head of resistance, including the suction, of 175 
feet 
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Compound Pumping Colliebt Engines at the Denby 
Colliery, Derbyshire. (Drawing No. 83.) 

These engines were designed and manofiEUstured by Messrs. 
Thornewill and Warham, Burton-on-Trent. They are fixed 
underground at a depth of 169 yards ; they are of the horizontal 
type ; there are two separate engines, but coupled by one crank 
shaft and fly-wheel The low-pressure cylinder is 54 inches 
diameter by 48 inches stroke ; it is fixed on one bed plate, and 
the high-pressure cylinder, which is 20 inches diameter by 
48 inches stroke, is on the other. The cylinders are arranged 
in the marine fashion, with the high-pressure yalve chest on the 
outside, the exhaust being delivered through a belt into the low- 
pressure steam chest between the cylinders having sufficient 
capacity to form a receiver. The low-pressure steam-chest cover 
is on the end of the cylinder ; neither cylinder is steam-jacketed. 
The low-pressure cylinder is fitted with a starting valve, and 
the high-pressure with warming cocks and pipes. A pump, 
10 inches diameter by 48 inches stroke, is fixed at the back of 
each cylinder; the pumps are double-acting; the valves and 
seats are double-beat and made of gun-metal with flat faces, 
they are 12 inches diameter, and are held down by screw bolts 
and cross bars in the valve boxes. The plungers are cast iron, 
fitted with a steel through rod, and secured by nut securely 
pinned. 

There are four air vessels upon the suction pipes, and one in 
the delivery main, fitted with Wipperman's air injector. The 
high-pressure cylinder is fitted with variable expansion gear; 
the low-pressure cylinder has a double-ported slide. The air 
pump and condenser are placed at the crank end of one bed 
plate ; the pump is 14^ inches diameter by 48 inches stroke, it 
is double acting. The connecting rods are wrought iron, fitted 
with strap ends at the crossheads, and solid marine ends at 
the crank pins. The crank shaft is wrought iron, 10 inches 
diameter in journals, 11 inches in body, and 12 inches at the 
wheel seat ; the fly-wheel is 15 feet diameter by 8 inches wide, 
and weighs 10 tons. 

The steam pipe is 8 inches diameter ; the eduction pipe to 
the condenser is 14 inches diameter. The suction pipes of the 
pump are 10 inches diameter, and the delivery main 15 inches 
diameter. 
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The engines, when running at 20 revolutions per minute, are 
capable of delivering 800 gallons of water per minute 510 feet 
high ; if run at a higher speed in case of emergency they will 
deliver 1000 gallons per minute. The cylinders are firmly 
secured to the bed plates by bracketed feet and turned bolts 
and nuts, the covers are made sufKciently deep to form the 
piston clearance, the cylinder castings being just long enough 
for the working bore ; the glands and stuffing boxes are bushed 
with gun-metal, the cylinder covers are fitted with spring relief 
valves. The piston rods are of mild steel, the couplings at the 
pump end being cast steel ; the cross heads are of wrought iron. 
The guide bars are fitted to stays, and so arranged that both 
the top and bottom bars can be adjusted to any wear of the 
guide blocks. 

The air pump is fitted with a piston having three packing 
rings, the foot and head valves are indiarubber ; the injection 
valve is of the " gridiron " type, the valve and seating are made 
of gun-metal, a suitable hand gear is placed conveniently for 
the attendant. The condenser is fitted with internal spray pipe 
under the exhaust inlet, and is fitted with a snifting valve for 
draining it. 

The bed plates are made in suitable sections for getting down 
the pit, the joints being planed and secured with turned bolts 
and nuts. The pistons are of cast iron, box section, fitted with 
Oldham's patent rings, the junk rings being secured by T-headed 
bolts and gun-metal double nuts, instead of using a check ring. 
The eccentric rods are of wrought iron fitted with steel pins ; 
the valve spindle ends being fitted with gun-metal bushes, 
secured by wrought caps and bolts. The low-pressure valve 
gear has a radius link fitted so that the cut off may be altered 
if necessary. 

Diagrams were taken soon after starting the engines (in the 
early part of 1886), they were then running at 20 revolutions 
per minute, the pressure of steam being 49 J lbs. per square 
inch, and the vacuum 26J inches ; the head of water pumped 
was 506 feet, equal to a pressure of 220 lbs. per square inch. 
It may be remarked that 20 revolutions per minute is found 
quite 'suflicient for the present work ; the engines have been 
run up to 32 revolutions per minute for a considerable time 
without in any way interfering with their smooth and efiScient 
working. At the time the diagrams were taken the steam 

D 
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cylinders and tbe pipes which were fixed in the dovmcast 
shaft were not clothed, hence much condensation of steam 
took place. Since then the pipes and steam cylinders have been 
clothed, the boilers have been worked at a higher pressure, thus 
enabling the grade of expansion to be increased in the high- 
pressure cylinder ; no diagrams have been taken when working 
under these conditions, or a higher result than that given 
above would be shown. It should also be borne in mind in 
comparing these engines with ordinary pumping engines placed 
above ffrotmd, allowance must be made for the difficulties met 
with in the former case which do not arise iu the latter. The 
difficulty in procuring dry steam, in the case of underground 
engines, is much increased ; the condensed water to be got rid 
of is also a much more difficult matter than in the case of 
ordinary engines. 

The total weight of the engines and pumps, exclusive of 
pipes, is 85^ tons. The author believes these are the largest 
underground colliery pumping engines in England, their design 
and efficient action reflects much credit on the manufacturers. 
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CHAPTER V. 

HIGH-PRESSUBE PUMPING MACHINERY. 

Force Pumps for Hydraulic Presses. — ^These pumps are 
specially constructed for pumping water under heavy pressure 
into hydraulic presses, they are usually made of gun-metal or 
of phosphor bronze; the plungers are made solid and either 
of gun-metal or steel; the barrels are bored out the whole 
length, the valve boxes are made of gun-metal, the valve 
chambers and the passages connecting them are bored out by 
machine. The diameter of the pumps varies from |-inch to 
3 inches diameter ; for working one or two presses, one pair of 
pumps fixed on a cistern containing water or oil is used, one 
pump being |-inch to ^-inch diameter, and one IJ-inch or 

2 inches diameter ; the stroke of the pumps is usually about 

3 inches ; one delivery valve box serves the two pumps, a safety- 
valve and graduated weighted lever is also fitted to the valve 
box. The suction valves and pipes are placed immediately 
imder each pump; the end of the pipes are provided with 
copper roses drilled with fine holes. The plungers are made 
with an open or double joint, and through this the working 
levers pass and are attached by steel pins ; the top ends of the 
plungers work through bushed holes in cast iron bridges ; these 
bridges are bolted to the tank, and have lugs cast on one side 
for the fulcrum-pins of the working lever, at the other side they 
are made open for the levers to pass through and so form 
guides for them. 

The working levers are usually made rather short, and 
finished with square ends ; when the pumps are to be worked 
by hand-power, long levers with sockets at one end made to 
fit the ends of the short levers, are provided. If the pumps are 
occasionally to be worked by steam power, eccentrics and rods 

D 2 
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are employed ; the ends of the short levera are drilled with 
holes aud at any of these points the pins of the eccentric rods 
can be passed through. A pressure-gauge is attached to the 
valve box to show the pressure attained ; the working pressure 
varies from 1 ton to 3 tons per square inch, in some cases for 
special purposes a higher pressure is used. For information as 
to hydraulic presses and further details of pumps, both for 
small and large purposes, see the author's book upon ^Hydraulic 
Lifting and Pressing Machinery/ E. and F. N. Spon, London. 

Htdbaulic Press Pomps Worked by Steam Power. 

When only one or two hydraulic presses have to be worked 
the above plan is usually adopted, the power being obtained 
from any convenient shafting ; in cases where a large number 
of presses have to be worked, separate engines are employed 
and the pumps constructed upon a much larger scale; they 
are made in sets of six, and 1-inch and 1^-inch diameter 
by 3 inches stroke ; the plungers, barrels, and valve boxes 
are of gun-metal and made in much the same way as before 
described. The pumps are fixed to a cistern or tank, to this 
side frames are attached carrying bearings at the top, or 
columns and entablature may be used; in the bearings a 
wrought iron or steel shaft works, which is either made in 
the form of a crank shaft or has solid " cams " forged on it ; it 
is made 3 inches to 3j^ inches diameter, and the bearings 
4 inches to 4J inches long, they are usually placed on the 
tmderside of the side frames or entablature; this is for the 
purpose of taking the thrust off the caps of the bearings. The 
connecting rods are made very strong, about l|-inch diameter 
at the ends to 2^ inches diameter at the centres ; they should 
be made of steel, the ends working on the crank-pins are 
made of gun-metal.' The pressure pipes are wrought iron 
|-inch diameter and are connected to main pipes 1-inch dia- 
meter, not more than twelve pumps go into one main. In 
large establishments twelve pumps are used to put on the 
pressure to 20 cwt. per square inch, six are then knocked oflF by 
automatic gear and the full pressure of 50 to 60 cwts. per 
square inch is put on ; safety valves are arranged to relieve 
the pumps when the full pressure is obtained. 

The speed of the pump shaft is from 60 to 70 revolutions per 
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minute ; nothing is gained by working at high speeds, owing 
to the " sh'p " that takes place through the pump valves. The 
pumps should have double leather "hat-shaped" packing«; 
these must be made of the very best oil-dressed leather, cut 
out of the middle of the back ; these leathers should always 
be put in by skilled men and if the water is kept clean they 
will last a long time. 

The pressure pipes should be Perkins* patent high-pressure 
wrought-iron pipes, the threads at the joints should be cut in a 
lathe. Safety valves should be placed in the main pipes to 
relieve the pressure on them in case of a stoppage in any 
direction. The valves used at the presses are a very special 
kind, and must be made out of solid gun-metal and be of the 
highest character ; Messrs. Bellhouse and Co., of Manchester, 
make some of the best valves for this purpose. The water in 
the tanks of the pumps should be kept very clean, and per- 
fectly free from grit ; in some cases oil may be advantageously 
used instead of water, with ordinary care no waste need take 
place, the wear of the plunger valves as well as the interior of 
the presses is much reduced by this plan. The Hydraulic Power 
Company, London, undertake to supply water under suflBcient 
pressure from their mains to work hydraulic presses, in the same 
way they are supplying water for working hydraulic lifts ; the 
pressure per square inch is increased Jby using differential 
rams and accumulators. 

Pumps Used for Hat Pressing. — They are not usually 
made smaller than l|-inch and 2 inches diameter, and in 
some instances where speed is of importance 2-inch pumps only 
are used ; they are driven by a very powerful engine, special 
automatic arrangements being made in the engines, pumps, 
and mains, to adjust the speed to the requirements of the work. 

Horizontal High-pressure Hydraulic Pumping Engines. 

Engines for pumping water under heavy pressures for the 
purpose of working hydraulic cranes, hoists, and lifts, and also 
for hydraulic presses, are of a special character. The author 
proposes to notice two types of this class of pumping engine, 
horizontal and vertical ; the former will be first treated. The 
introduction of water under high pressure in street mains, as 
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now carried out in London and also at Hull by the " Hydraulic 
Power Company," has offered great facilities for the extension 
of hydraulic lifting machiuery in places where it could not 
otherwise be adopted. 

The pumping engines used at harbours, docks, railways, &c., 
are usually of the horizontal kind, and made in the form first 
introduced by Sir W. Q. Armstrong and Co. The engines are 
coupled, there are two bed plates, the steam cylinders are 
fixed at one end of each plate, the hydraulic pressure pumps 
are placed immediately in front of the cylinders ; the piston- 
rods work direct on to the pump rams or plungers, the pumps 
are double-acting, and form guides for the piston-rods; the 
connecting rods are made with long fork ends of sufficient 
width to clear the exterior of the pump barrels ; at the cylinder 
end the rods are attached to a wrought-iron or steel crosshead ; 
the piston-rods are keyed at one side and the pump plungers 
at the other ; the reverse ends of the rods are attached direct 
to the crank pins of the discs or cranks. The valve boxes of 
the pump are usually placed at the side of the foundation stone 
of each engine, in a position convenient to permit of ex- 
amination and for repairs. The valve boxes of the pumps are 
very strong, the valves are kept on their seats by alternate 
discs of indiarubber and steel, and are so adjusted that the 
compression of the indiarubber gives sufficient opening to allow 
the water to pass. Safety valves are put on the delivery to give 
relief to the pipes in ease of any stoppage in the mains. The 
crank shaft is common to the two engines ; it has one fly-wheel 
keyed on in the centre. No governor is used in these engines, 
the admission of steam is controlled by a sensitive throttle 
valve worked by means of gear from the accumulator, into 
which the water is pumped; when it is at the highest point 
the throttle valve is gradually closed, and as the accumulator 
falls it opens again. 

The engines are thus adjusted to the requirements of the 
work, they are not quite stopped, and being coupled engines and 
the cranks set at right angles, they can start at any point of the 
stroke. The diameters of the steam cylinders and the pumps are 
adjusted to the work to be done. The working pressure of the 
pump is usually 700 lbs. per square inch; this pressure has 
been found in practice the most economical and gives the best 
results. The stroke of these engines is rather short in propor- 



HYDBAULIO PUMPING ENGINES. 39 

tion to that used for ordinary pumping engines. The fly-wheels 
are made of moderate diameter, but heavy in the rim. The 
water is pumped into an " accumulator," which is a loaded ram 
working in a cylinder, and made in the form of a hydraulic 
press; the top of the ram carries a cage or casing containing 
iron or other weights, the size of the ram both as to diameter 
and stroke is regulated by the work to be done, and the load on 
the ram by the pressure it is desired to work at ; the main 
pressure supply pipes lead direct from the bottom of the 
** accumulator." 

Although this design has been somewhat modified by other 
makers, the type now described has seldom been surpassed for 
perfection of working and freedom from stoppages and break- 
downs. A modification of the above plan is, where the pumps 
are placed at the back end. of the steam cylinders; the only 
advantage gained is that the valve boxes can be got at more 
readily, while it is disadvantageous from the extra room or 
floor space it takes up. 

Any one wishing more details in connection with the applica- 
tion of hydraulic power to cranes and lifts, or as to the accu- 
mulator and arrangement of allied parts of such machinery, 
is referred to the author's book upon * Hydraulic Lifting and 
Pressing Machinery,' E. and F. N. Spon, London. 

Vertical High-pbessure Hydraulic Pumping Engines 
(Drawing No. 34). — ^A very good type of these engines has 
been introduced by Mr. E. B. Ellington, M. Inst. C.E., and made 
by the Hydraulic Engineering Company at Chester. In these 
engines there are three inverted cylinders working three pumps 
direct ; the two outer cylinders are low-pressure and the centre 
one high-pressure ; the three cylinders work on one crank shaft. 
The arrangement of the pumps and connecting rods is similar 
to that in the horizontal engines before described. The high- 
pressure cylinders are worked expansively, the three cylinders 
are carried on side frames forming a surface condenser, and on 
wrought-iron columns, which are bolted to one bed plate. The 
connecting rods span the pump barrels and work on to crank pins 
on a three-throw crank working in bearings at the bed plate. 
The cranks are set at angles of 120°, there is thus no dead point 
in the stroke, and all parts of the engine are in perfect balance. 
It is a very neat and good arrangement, the engines work 
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admirably and also very economically. The valve motion and 
method of working them is peculiar to the design, and is 
arranged as follows : — 

The high-pressure main slide valve is placed on the centre 
line of the high-pressure cylinder, its face being parallel 
with the centre line of the crank shaft, and it is driven 
through a rocking-shaft by an eccentric. On the back of 
the main valve are two expansion plates on independent 
spindles, also driven through a rocking*shaft by an eccentric ; 
links from the rocking-shaft levers have their other ends 
attached to well guided sleeves carrying triggers. The valve 
spindles would, were it not for the trigger gear, be free to 
slide in the sleeves, and each spindle moves forward for a 
certain period during the stroke, the length of this period 
being determined by the position of double cams, one actuated 
by the governor, and one by the accumulator. By contact 
with either cam the trigger is released, freeing the valve spindle 
which, being of comparatively large diameter, is smartly driven 
back by the pressure of steam in the valve chest, giving a sharp 
cut off. During the remainder of the stroke, the sleeve slides 
freely over the spindle until the trigger again slips into gear. 
A safety rod is provided to ensure the engaging of the trigger, 
in case of the spindle not travelling far enough under steam 
pressure, and dash pots are fitted to control the motion of the 
valve spindle. 

This type of valve gear was originally introduced by the 
late Mr. Correy, manager to Messrs. Powell and Son, of Rouen, 
and has been successfully applied to a large number of engines. 

The valves of the low-pressure cylinders are of the ordinary 
type, placed between the high- and low-pressure cylinders, and 
driven direct by eccentrics. 

PxTMPiNG Engines used fob the Supply of Hydraulic 
Pressube in the Hydraulic Power Company's mains in London ; 
they are of the following dimensions : — 

The two low-pressure cylinders are 25 inches diameter by 
2 feet stroke ; the centre or high-pressure cylinders 19 inches 
diameter by 2 feet stroke ; the three pumps are each 5 inches 
diameter by 2 feet stroke ; the pressure of steam used is 80 lbs. 
per square inch, cut off at about f ths of the stroke ; the speed 
of the purap is 60 strokes per minute. The working pressure 
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at the accumulator is 750 lbs. per square inch ; the quantity of 
water pumped at this pressure is 17,400 gallons per hour, and 
the consumption of steam equals 20 lbs. per indicated horse- 
power. The consumption of small coal at 9a. per ton is 2 lbs. 
per indicated horse-power per hour. The useful effect of the 
pumps is equal to 84 per cent. 

It will be seen that these engines are most economical ; 
they work without vibration and noise, are easily controlled, 
and the speed is adjusted to the varied requirements of the 
work, it will be readily understood that in the case of public 
supply the work is very variable, and that special arrangements 
have to be made to meet this. Three years' experience of 
their working has proved the perfection of the design, and the 
arrangements of the whole machinery. The water is pumped 
into ** accumulators " as before described, the arrangement of 
which does not materially differ. 

Steam Fire Engines, made by Messbs. Mebbtweatheb 
AND Sons, London. — ^These engines are made in various sizes 
to suit the requirements of different classes of work, those 
made by this firm for the " Metropolitan Fire Brigade " are 
constructed as follows : — 

The boiler is vertical, and has an internal fire box, and central 
up-take tube of the usual kind, the boiler is made of Low 
Moor iron, the tubes are solid drawn steel, the top plate is solid 
flanged and is connected to the shell by rivets, and to the up- 
take tube by an angle iron riveted on it, and by bolts and nuts 
to the top plate ; the fire-box is fitted with a large number of 
small tubes, some fixed horizontally and inclined, and others 
vertical, being curved at the lower part and riveted to the side 
plates of the fire-box. The lower part of the boiler is made 
conical in shape, the base being the largest diameter to permit 
large fire grate surface; it is claimed as an advantage, that 
the cold water descending passes up inclined or ascending tubes 
both in the horizontal and vertical ones. The lower part of 
the boiler is connected to the upper part by angle iron flanges, 
and held together by bolts and nuts; by this means ready 
access is obtained to the interior. Steam can be raised in 
6 minutes to 100 lbs. per square inch, the usual average time 
is 9 to 10 minutes. 

Boilers are also made by this firm upon the " Field " patent 
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system, in which a number of small tubes with close bottoms 
having internal tubes open at each end, are suspended from the 
top plate of the fire-box, from the top of this plate a central 
up-take pipe is provided. The lower part of the boiler is made 
conical, the same as in the other boilers ; manholes are pro- 
vided in the top plate for removing tubes or examining the 
interior of the boiler. Very rapid circulation is obtained by 
these tubes, and steam is quickly generated. It is stated that 
a boiler can be re-tubed in three hours, and in case a tube is 
burned out, the boiler can be cooled down, the damaged tube 
withdrawn and the new one fixed in and started again with 
100 lbs. of steam in about 14 minutes. Any ordinary workman 
can put in a tube ; these boilers will evaporate from 10 lbs. to 
lOi lbs. of water per pound of good coal. 

In this case, as in the other, the machinery is placed at the 
front of the boiler, thus affording ready access to the fire doors. 
The coal is carried on the foot board in bunkers which contain 
about two hours' supply. The steam cylinders and the pumps 
are not attached to the boiler ; they are direct-acting and fixed 
horizontally on wrought-iron framing ; the cylinders and pumps 
are two in number. The pumps are gun-metal, double-acting, 
the valve seats are clear of any obstruction, and so are able to 
pass pieces of straw or shavings or similar obstructions ; the 
pumps are fitted with copper air vessels, a constant supply of 
air is kept up within these vessels by means of an automatic 
arrangement. The wrought-iron frame of the engine is carried 
on springs and large wheels, the front wheels being made with 
a swivel carriage of the usual type. The hose box is carried 
next the driver's seat at the front of the engine ; the dead 
weight of the boiler and machinery is equally distributed on 
the hind wheels. The cylinders and pumps are connected by 
a distance piece, and so take all the strain off the framing. The 
crank shaft, piston rods, valve, and connecting rods are of 
steel. 

These engines are capable of throwing 350 gallons of water 
per minute under a head of 160 feet, through a jet li-inch 
diameter ; the weight of the engine is about 28 cwt. There 
are various other forms of these engines ; the following par- 
ticulars will give an idea of their power and performance : — 

The ^' Conqueror,'' double cylinder engine. The quantity of 
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water thrown is 2000 gallons per minute, 300 feet high, through 
a jet 2| inches diameter*; the weight is about 66 cwt. 

The '^ Gaehapodl " is built on the same plan as the last named ; 
it is capable of throwing 1150 gallons of water to a height of 
210 feet, through a 2-inch jet ; the weight being 53 cwt ; 
these engines are not constructed to carry hose or firemen. 

The " Fire Queen " ; this is adapted for ordinary towns, as 
well as public establishments ; it is built upon the same plan 
as the " Conqueror ; " it is capable of pumping 900 gallons of 
water per minute to a height of 200 feet through a jet IJ-inch 
diameter ; the weight of the engine being 50 cwt. 

The " Volmiteer " No. 1, is capable of pumping 260 gallons 
of water per minute to a heigh of 160 feet through a 1-inch 
diameter jet ; the weight of the engine being 20 cwt. 

There are a great number of other types of fire engines made 
by this firm ; the above have been selected to give an idea of 
tbe performance of average sizes, as space will not permit a 
more detailed notice of them. 



Steam Floating Fire Engines. 

One of these will be taken as an example. The boat is iron, 
45 feet long and 9 feet beam ; the draft is 2 feet forward and 
2 feet 6 inches backward ; total depth, 4 feet 9 inches. 

The vertical engines to drive the screws are supplied by the 
same boiler as for the fire engines. The speed of the boat is 
10 statute miles per hour, the twin screws being 28 inches 
diameter. The fire engines are the " Admiralty " pattern ; the 
two cylinders are each 8J inches diameter and 24 inches stroke ; 
the two pumps are each 6i inches diameter, and the same stroke 
as the cylinders. The engine is capable of discharging 1150 
gallons of water per minute, through a 1^-inch diameter jet, a 
height of 210 feet. The pumps and valves are gun-metal, the 
valves being faced with indiarubber. The boiler is Field's 
patent, and is capable of raising steam from cold water to 
100 lbs. per square inch in 10 minutes from the time of 
lighting the fire. 

These engines are made in six different sizes, three having 
two cylinders and two pumps and three one cylinder and one 
pump. There are many other forms of these engines made to 
suit special purposes ; some are also adapted to act as " steam 
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tugs," and also as sea-going " fire floats " ; the engines and pumps 
in this case are made to discharge from 1000 to 4000 gallons of 
water per minute, the latter to a height of 260 feet through a 
3J-inch jet, the nominal horse-power in this case being 200. 
The vessel is 86 feet long and 15 feet beam. 

These large vessels are usually fitted with a pair of inverted 
cylinder engines. In some cases the engines are on the com- 
pound system. The twin screws permit the boat passing in 
and out of vessels or amongst craft in a crowded river or port. 

The land engines are also sometimes placed in an ordinary 
barge, the wheels being fixed by scotches. 

The combined fire floats and tugs are made 40 feet long and 
10 feet beam ; the draft of water is about 4 feet. The steam 
cylinders of the propelling engines are each 7j inches diameter 
and 6J inches stroke. The fire pumps can either be worked 
from the main engines, or by separate engines of the type 
before described ; the hose-reels are placed on the deck fore 
and aft. 

The author would wish it to be understood that in giving a 
description of land fire engines and steam floats made by the 
two leading firms (those by Messrs. Shand, Mason ^nd Co. 
being described in the first part, pp. 26-29) he does not 
advocate any system, but gives particulars of the construc- 
tion and performance of each, without considering relatively 
the merits of either from a manufacturer's point of view. 
These remarks are made to prevent any misunderstanding, 
as in these machines great competition exists, and it must 
be borne in mind in this book only a scientific description 
is aimed at quite apart from trade purposes. From the 
particulars and data given of working remits the reader will 
be able to form his own judgment as to the machines most 
suitable for his purpose. 
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CHAPTER VL 

SUNDRY PUMPING MACHINERY. 

Horizontal Direct-acting Blowing Engine for the 
Wingerworth Iron Company, Chesterfield (Drawing No. 35). — 
This engine was designed and manufactured by Messrs. Thorne- 
will and Warham, Burton-on-Trent. The steam cylinder is 
31 inches diameter by 5 feet stroke ; it is fitted with yariable 
expansion gear with regulating wheel and grade scale; the 
valve spindles are wrought iron, with adjustable joint ends 
fitted with gun-metal bushes; the rods pass through guides 
also lined with gun-metal, they are enlarged at this point to 
allow for wear. The steam jacket is cast on the cylinder, a 
coyer is provided for examination and setting the slides; the 
main slide valve is D-shape, and the expansion valve is the 
grid type ; the spindles of both valves pass through stufiBng- 
boxes and glands at each end of the jacket. The steam pipe 
is 7^ inches diameter, and the exhaust 9 inches diameter. The 
cylinder has feet cast on it at each end, and is secured to the 
bed plate by four bolts ; at the front end the feet are fitted 
between joggles cast upon the bed plate; this is for the purpose 
of taking the thrust off the bolts ; the exterior of the cylinder 
is coated with composition and lagged with wood staves. The 
piston is of box section, fitted with junk ring and cast-iron 
packing rings, and secured to the rod by a steel collar. The 
rod is steel, 4i inches diameter ; it is keyed to a wrought-iron 
cross head. The guide blocks are cast iron, 12 inches long; 
the guide bars are cast separate from the bed plate, and can 
thus be lined up as they wear. The connecting rod is wrought 
iron, 10 feet long by 4| inches diameter at ends; the end 
attached to the cross head pin is fitted with a strap, and that at 
the crank end is in the solid marine form ; it is lined with gun- 
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metal at each end. The crank is wrought iron ; also the shaft, 
which is 8^ inches diameter in the bearings and 10 inches in 
the centre part. The fly-wheel is 14 feet 9 inches diameter 
and 8 inches wide, and weighs about 8^ tons ; the rim is put 
together in three sectious, and the arms and boss cast separately. 
The bed plate is 48 feet long and 12 inches deep ; it is of the 
box section^ and cast in two pieces and strongly joggled and 
bolted together. The blowing cylinder is 72 inches diameter 
by 5 feet stroke ; it is placed behind the steam cylinder, the 
rods being coupled together by means of the slide block. The 
guiie bars on this side are single, and are cast separate from 
the bed plate. The cylinder is connected to it by long flanges 
fitted between joggles cast upon the plate, and secured by 
eight bolts, the rod passes through the back end of the 
blowing cylinder, and is guided in the same manner as at the 
front. The valves are of leather, and beat upon planed faces 
bolted to the covers, the outlet valve casings are connected 
by a wrought-iron pipe. The blowing piston is packed with 
cup leathers and is lubricated with black lead. 

The engine is capable of supplying 7000 cubic feet of air per 
minute at a pressure of 4| lbs. per square inch when running 
at 27 revolutions per minute and indicating 200 horse-power. 

The pressure of steam used is 50 lbs. per square inch. 

This engine has been working for years, and is doing very 
regular duty. It is a very inexpensive class to manufacture, 
and the wear is verv small. The author has described one 
of a type made by this firm, they have also made a large 
number of engines for this purpose of various sizes. 

Air Pumps tor Pneumatic Dispatch. 

The conveyance of telegrams between the central and branch 
offices in large towns is now generally performed by means of 
pneumatic tubes, through which carriers containing the written 
messages are propelled, in one direction by compressed air, in 
the other by the rarefaction of the air in the tubes, for which 
purposes engines working both air compressing and vacuum 
pumps are provided. 

Messrs. Easton & Anderson of London, have erected several 
sets of such machinery ; the first set was for the General Post 
Office in London, where they erected three compound cop- 
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densing beam engines in 1872, and added a fourth engine in 
1882 ; these engines work the whole of the pnuematic dispatch 
system of the Telegraph Department in London. 

The machinery is placed in a yard in the middle of the build- 
ing, in a light structure of timber and glass, wholly uncon- 
nected with the main building, so as not to transmit any 
vibration to it. Each engine has two cast iron bed-plates, each 
about 25 feet long ; the lower one carrying two air pumps ; the 
upper one is supported off the lower one by four cast iron frames, 
and forms the bed-plate of an ordinary compound condensing 
beam engine, the cylinders are 17 inches diameter by 49^ 
inches stroke and 25^ inches diameter by 66 inches stroke. 
The pumps are double-acting, 35 inches diameter by 36 inches 
stroke, and they are so arranged that any pump may be 
worked either for pressure or vacuum ; any engine may work 
its pumps, so that both are on pressure or vacuum or that one 
is on pressure and one on vacuum. 

The normal air pressure is 10 lbs. above the atmosphere, 
and the yacuum 8 lbs. hehw the atmosphere. These engines 
have kept up the day and night service without a single mishap 
causing interruption since they were started. 

The same firm have also recently (in 1885) erected three 
30 horse-power beam engines, each indicating 90 horse-power, 
for the same service at the Liverpool Post Office, under the 
supervision of Mr. J. W. Willmot of H.M. Postal Telegraph 
Department. Two of these engines are capable of doing all the 
work that is required, and the third one is kept in reserve; 
each engine has a single cylinder, steam jacketed and lagged, 
18 inches diameter by 2 feet 7 inches stroke, and two double- 
acting service pumps (for pressure or vacuum). These are placed 
on one bed-plate, which carries the A frames in the middle, 
supporting the cast iron beam, and the entablature which is 
carried round the beam. The connecting rod works the crankshaft 
in the usual way, but both cylinder and crankshaft are nearer the 
centre than the pumps which are worked from the extreme ends 
of the beam beyond the cylinder on one side and the crankshaft 
on the other. The air pump is bolted to the bed-plate, and 
together with the condenser is placed underneath it; it is 
worked from the beam through the parellel motion for the 
cylinder and pomps, in the usual way ; thus it will be seen that 
each engine is completely self contained. The main slide valve 
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is worked by an eccentric of the usual type, but the expansion 
slide is worked from the beam. 

Another example of eimUar machinery erected by the same 
firm, but on a smaller scale, is that of two single-cylinder non- 
condensing beam engines^ at the Prudential Assurance Offices 
in Holborn, London, in the year 1878 ; they are very similar 
in general arrangement to those last described, except that 
they have no condenser. The steam cylinders are 16 inches 
diameter by 2 feet stroke, and the air service pumps are 
16 inches diameter by 3 feet stroke ; these small engines run 
at a speed of 45 revolutions per minute, the apparatus has 
given every satisfaction, and saves much labour in the office. 
Such plant could be usefully employed at hotels, large ware- 
houses and factories where messages have to be constantly 
delivered, such service would be efficiently performed, and be 
both rapid and economical in working. The author hopes to see 
the system extended as it is applicable in many casea 

Airy and Andebson's Spibal Pumps. 

Messrs. Easton & Anderson have applied these pumps for 
elevating water from settling ponds on to filter beds at the 
Waelhem pumping station of the Antwerp Waterworks, de- 
scribed on page 73 in first part. 

They have also applied them for irrigation purposes in Egypt. 
The machinery erected at one of the stations consists of two 
inverted cylinder compound condensing engines with cylindei-s 
26 inches and 50 inches diameter by 30 inches stroke, each 
engine working four spiral pumps by a steel shaft driven through 
gearing, one set of four pumps being on either side of the engine 
house. The pumps are 12 feet diameter by 39 feet long and 
the lift is 10 feet. Each pump delivers 30,000 gallons per 
minute i. e. 1,500,000 cubic metres per 24 hours. 

The engines run at 75 revolutions, and the pumps at 6 revolu- 
tions per minute. The consumption of fuel was under 3 lbs. of 
very mferwr coal per horse-power water lifted per hour. 

Steam is supplied at 75 lbs. pressure per square inch by 
five marine multitubular boilers 10 feet 3 inches diameter by 
11 feet 3 inches long, each with its separate iron chimney* 
These boilers were provided instead of those of the ordinary land 
type, in order to save expensive brick setting and chimney. 
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Water Towers. 

Messrs. Easton & Anderson have adopted an arrangement of 
a tower supporting a cylindrical wrought iron tank for town 
and domestic water supplies with much success. 

The tank erected by this firm for the Lymington Water- 
works, Hants, may be taken as a very good example ; it is con- 
structed of wrought iron plates, riveted together, it is cylindrical 
in shape, and has a dished bottom, so as to dispense with the 
necessity for girders to support it ; the entire weight being carried 
by the sides of the tank resting directly on the walls of the 
tower, thus distributing the weight uniformly all round on the 
walls, whilst the entire space in the tower, underneath the tank, 
is available for store rooms, workshops, &c. A cylindrical man- 
hole pipe rises from the bottom of the tank to above the water 
level, with a ladder passing up it to give access to the inside of 
the tank as well as to the outside of the domed sheet-iron cover 
over it, which is reached through a manhole or trap door in the 
centre. The tank is 30 feet diameter, and the depth of water at 
the centre is 19 feet 6 inches, equal to a capacity of 75,000 
gallons ; the central manhole tube is 2 feet 9 inches diameter ; 
the total height to the top of the tank is about 50 feet. 

Sewage Pumps. 

Buenos Ayres Sewage Works. — These pumping engines are 
by Messrs. Easton and Anderson. There are four compound con- 
densing beam engines; they were constructed in 1883, and 
considered to embody all those points which experience has 
shown to be desirable. They are arranged in two coupled 
pairs, any single engine of which can work by itself; each 
pair of engines works four pumps, against a gross head of 
50 feet; the sewage lifted being 13,100 gallons per minute at 
15 revolutions, or 17,500 gallons at 20 revolutions. 

The bed plates and A frames are of box section, and are very 
rigid; the frames have the bearings for the beam gudgeons 
formed in their upper ends, and are connected together by a 
distance piece of box section just below the beams. The spring 
beams are supported by the walls at their outer ends, and the 
only strains transmitted by them to the walls are half the 
vertical components of the angular pulls on the radius rods. 
The cylinders are steam-jacketed, felted, and lagged, and the 
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high-pressure cylinders are fitted with Mr. W. E. Bich's im- 
proved type of expansion valves, so that the engines can be 
worked at very slow speeds. The high-pressure cylinders are 
2i inches diameter by 46 inches stroke, and the low-pressure 
cylinders are 86 inches diameter and 72 inches stroke, giving 
a ratio of capacity of 3 • 5 to 1. 

One of the pumps is worked by the prolongation of the high- 
pressure piston-rod through a stuffing-box in the cylinder 
bottom, the other pump is worked off the beam at the crank 
side of the main centre. In either case ample provision is made 
for opening the pump and removing the bucket; the outer 
end of the cast-iron beam is turned up so as to enable the 
crank shaft to be placed one foot further from the engine centre 
than the low-pressure cylinder without lengthening the stroke. 
By doing this the pump can be worked by a single rod without 
fouling the engine connecting rod. The air pump and feed 
pump are placed on a lower level than the bed plate, and are 
worked by a small beam from the crosshead of the high- 
pressure piston-rod. 

The main pumps are of the single-acting lift type, 41 inches 
diameter and 46 inches stroke ; the suction pipes are 86 inches 
and the delivery pipes to the air vessels 27 inches diameter ; 
the deliveiy main from each pair of engines is 86 inches 
diameter. 

Four boilers are provided in a house adjoining the engine 
house, each 7 feet diameter by 28 feet long, with two furnace 
flues 2 feet 9 inches diameter by 17 feet long, each containing 
six Galloway conical tubes and terminating in eighty-three 
tubes 8 inches diameter by 6 feet long. 

This machinery was constructed under the supervision and 
to the specification of Mr. J. F. La Trobe Bateman, Past 
President of the Inst. G.E., Engineer to the Buenos Ayres 
Improvements Commission. 

Water Wheels. 

Scoop W^heels have been largely used in the fen and marsh 
districts, more especially for raising water, and may be noticed 
under the head of pumping machinery ; but as they are not, 
strictly speaking, pumps, only a slight outline will be given of 
them. These machines are well adapted for raising large 
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quantities of water to a small height ; much power is, however, 
lost by them through leakage between the wheels and the 
masonry ; only about 60 per cent, of useful eflTect is usually 
given by them. They are driven by windmills in some cases, 
or by steam engines, the latter are generally the most desirable, 
and are also more economical in working. 

A scoop wheel with curved blades, 24 feet diameter by 
4 feet wide, will deliver about 22,000 gallons per minute 4 feet 
high. A curved sluice or shuttle, which is capable of adjust- 
ment, is provided at the inlet to the wheel. The wheel is 
worked by a pinion from the engine shaft working into a spur 
rack fixed at the side of the wheel. 

The wheels are now generally made of iron ; formerly they 
were made almost entirely of wood. The iron wheels in use at 
the present day run on wrought-iron spindles or shafts; the 
bosses are made of cast iron bored out to receive the centre 
shaft, they have large plates, which have recesses in them into 
which the arms of the wheel are fitted. The shrouds are made 
separate, and have corresponding recesses cast in to receive 
the top ends of the arms, these are made of wrought iron; 
the buckets are made of wrought or cast iron ; they are firmly 
bolted to flanges cast on the two side shrouds. The shape of 
the buckets has to be made suitable to the fall of water and 
the special circumstances of the case. The arms are stayed 
and braced diagonally. 

Persian Wheels are used to raise water for irrigation pur- 
poses, they are made in light wrought iron, and in sizes up 
to 25 feet and 30 feet diameter; the wheels are driven by the 
stream by means of thin wrought-iron paddles. Small buckets 
of cast iron are fixed to the periphery of the wheel at one side, 
each of which dipping in the water carries it up to the top of 
the wheel and discharges it into an iron trough, at the bottom of 
the trough pipes are attached to take the water away as required. 
The buckets are made in the form of boxes closed on all sides, 
except a portion of the top, which is left open. A very small 
fall of water will work the wheels ; they are very efiFective for 
the purpose for which they are used, they are not subjected 
to any great strain, and on this account last a long time, 
and being made very light, they work with very little friction. 
The speed of the wheels is very slow, depending upon the fall 
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of water to work them. They have been used for a long period 
in China ; they are usually made there of bamboo, and, like 
most of the Chinese work, they are constructed in a very 
ingenious manner, being both light and strong. Persian wheels 
are not much known in this country, they are, however, most 
useful for irrigation purposes where the land is moderately 
level. 

Windmills. 

These are used in this country, as well as in Holland, to 
work pumps; the power is, however, very variable, and cannot 
be relied on. As a rule water cannot be so economically 
pumped by windmills as by steam power, even when coal is 
very dear; in cases where small quantities of water have to 
be pumped from wells for the water supply of a private house 
or for irrigation purposes in fields or gardens, they may be 
used. A good sized tank or reservoir is, however, necessary, in 
order to have a suflBcient store of water when there is not suf- 
ficient wind to drive the sails and keep the pumps at work. 
The pumps for raising water driven by windmills may be used 
as single, double, or treble barrels, and either fixed down a well 
or on the surface of the ground. The sails of the mill are 
attached to a horizontal shaft, slightly inclined, on the shaft 
a pinion-tooth wheel is keyed, this works a bevel wheel keyed 
on a vertical shaft, and by means of another pair of bevel 
wheels it is geared to the crank-shaft of the pumps. The sail- 
shaft is supported upon a frame of timber or wrought ironwork ; 
self-acting gear is fitted at the top to turn the sails as the wind 
shifts. For small pumps a very light wheel will do ; in this 
case instead of four blades or arms there are six or eight ; they 
are made very light ; they are very useful in a garden or farm, 
they require no attention, and being simple in construction 
are not liable to get out of order. This class of apparatus 
is noticed partly because it was one of the original kinds of 
motors, and also to point out that in some cases they may still 
be used with advantage. * Windmills, as before named, are also 
used to drive scoop wheels for the drainage of fens and marshy 
districts. 
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Chain Pumps. 

These pumps are made botli with and without a back barrel, 
and either with square or round barrels ; the barrels, when 
made square in shape, may either be of wood or iron, the 
former answering the purpose for temporary work, and more 
especially when used in foreign countries. 

Murray's Patent Pumps were for many years favourites of 
this class, the chain in this case was fixed at the back of the 
bucket with another chain or sling fastened to the front side ; 
in the event of any obstruction, by slightly reversing the chain 
it allows the bucket to be tilted, and the obstruction to be 
washed out by the upward velocity of the stream of water. 
The advantage of the back barrel is that men can work under 
the pump in the dry ; the barrels are of cast iron, about 5 feet 
long, and are bolted together by means of flanges. The back 
barrel is made of wrought-iron plates, and about ^^th larger 
than the working or front barrel : this permits the buckets to 
pass down without friction. 

In the cylindrical barrel pumps the buckets are attached at 
the centre to the endless chain ; the back barrel is sometimes 
dispensed with ; this kind of pump is suitable for deeper lifts 
than Murray's pumps named above. When the lift is deep, 
the buckets only fit at intervals in the barrel; these inter- 
mediate lengths of the barrel are made rather smaller than the 
other part, and are bell-mouthed at the top and bottom, to 
allow the buckets to pass easily in and out of them. The object 
of this arrangement is to save friction ; one of the working or 
smaller parts of the barrel must always be placed at the bottom 
of the pump. The buckets, which are usually covered with 
indiarubber or leather, fit easy in the large part of the barrel, 
but closely at the working parts. 

Chain Pumps, with a 6-inch diameter barrel, Will pump 
about 300 gallons per hour, and those of 12 inches diameter 
about 1200, this latter is the largest size used. 

The chains and buckets have, of course, to be proportioned 
in strength to the working depths ; the links of the chain 
should be made a dead length from centre to centre of the pin 
holes. This is done by drilling them in a standard gauge or 
template ; the holes should be case-hardened, the pins should 
be of steel and turned. Upon the accurate construction of the 
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cheiin much of the success of the pump depends, and for this 
reason the Author recommends that none but the best work of 
the kind should be used, as a cheap and badly constructed pump 
will often cost a large sum in repairs, and also much loss of 
time and inconvenience. In river or embankment work, the 
break down of a pump at a critical time may be attended with 
serious consequences. 

Messrs. Warner and Sons of London, have introduced an 
improvement by substituting long double links for the usual 
chains. No stretch takes place in them as with the chain, 
there is less friction and noise in working ; it is also claimed 
that the power to work the pumps is reduced, and the quantity 
of water delivered is larger than in the ordinary types. 
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CHAPTER VII. 

TABLES OP WATER PUMPING. 

It has been suggested to the Author that information upon 
the actual performance of pumping engines would be more con- 
venient if shown in the form of tables ; as part of the informa- 
tion now given is scattered in different portions of the book, 
the matter has been collected and included in the tables, 
together with other data of working results kindly furnished 
by friends. As the circumstances of nearly all cases differ, the 
merits of each must be judged separately. In Table No. 4, in 
which the cost of pumping is given, the district where the work 
is done, and the description as well as the cost of coal must 
be duly considered in forming any conclusion as to the rela- 
tive merits of the machinery. 

Tables Nos. 8, 9, 10, and 11 are given to show cost of pumping 
water in Philadelphia and Chicago, they are very valuable, and 
of much interest. 

In instances where the engines are constantly working day 
and night, and where their power is ample for the work to be 
done, also where the quantity of water dealt with is large, the 
cost of pumping is much reduced. Much difficulty has been 
experienced in getting actual results of working, especially as 
to the coal consumed and cost of repairs of the pumping plant, 
as in many instances the cost of coal, &c., for pumping purposes, 
is not kept separate. 

The Author trusts that he has put the information in a 
form acceptable to his readers. He will feel obliged for any 
suggestions for additions and improvements for the next edition ; 
he takes this opportunity to thank the gentlemen who have 
kindly helped him with information to form the tables. Great 
care has been used in the preparation of the Tables in order 
to avoid errors, especially in overstating the work accomplished 
by the various engines mentioned. 
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TABLE No. 1. 

WORK PERFORMED BY BEAM COMPOUND PUMPING ENGINES, 

HIGH LIFTS. 



Deacrlption of 
Engine. 


I.H.P. 


Diameter 

and 
Stroke of 
Cylinder. 


Revolu- 
tions per 
Minute. 


Size of 
Pumps. 


Height 
lifted. 


Quantity 
Pumped. 


Coal 
con- 
sumed 

per 
I.H.P. 

302 


Maker's Name, 

and where at 

Work. 


Beam com- 
pound, one 
engine. 


300 


in. 
28x64 
stroke 

and 
46x96 


16 


In. 
2,33) X 30 
1, 24 X 42 
1,24x48 


ft. 
129 

92 
166 


g^illons. 

• • 


Easton and 
Anderson, 
Brighton 
Waterworks, 


Compound, 
one engine. 


140 


27x36 

and 
38x60 


22 


20x36 


160 


2376 per 
minute. 


• • 


Easton and 
Anderson, 
Portsmouth 
Waterworks. 


Compound, 
two engines 


163 


22) and 
45x66 

18Jx44 

and 
30x66 


22 


2, 22^ and 
16x33 


226 


2083 per 
minute. 


• • 

• • 

• • 

• • 

• • 


Easton and 
Anderson, 
Tiambeth 
Waterworks. 


Compound, 
two pairs = 
four engines 


100 


22 


22) and 
16x33 


280 


1042 per 
minute. 


Easton and 
Anderson, 
Antwerp 
Waterworks. 


Compound, 
one engine. 


75 


15 X 37 J 

and 
25x54 


30 

• 


3, 14 X 24 
3,llfx24 

fixed in 

well, 

13 revs, of 

crank. 


200 


516 per mi- 
nute from 
one set, and 
360 per mi- 
nute second 
set. 


Easton and 
Anderson, 
Ramsgate 
Waterworks. 


Compound, 
one engine, 
as last. 


45 


12) X 24 
20 X 36 


40 


One set of 

3, llf x24 

at 12 revs. 

of crank. 


275 


338 per 
minute. 


Easton and 
Anderson, 
Sevenoaks 
Waterworks. 


Compound, 
three pumps, 
worked di- 
rect from 
beam. 


• • 


18)x44 

and 
30x66 


22 


3 pumps 
1,18x33 
1,12x36 
1, 14xl6f 


182 
291 
526 


650) p 
325 [a 
200) §, 


Eflston and 
Anderson, 
Sutton 
Waterworks. 

• 


Compound, 
two pumps, 
direct from 
beam. 


• • 


17X49) 

and 
25) X 66 


25 


2 pumps 
16)x24 


175 


900 
per minute. 


• • 


Easton and 
Anderson, 
Winchester. 


Compound, 
two engines. 


306 


28x6f)| 

and 
46x96 


19 


23f X 83 


219 


Lbs. raised 

1 ft. high 

by 112 lbs. 

coals. 
111,350,000 


2-0 


Simpson and 
Co., Chelsea 
Waterworks. 
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TABLE No. 1— continued. 



Description of 
Engine. 


I.H.P. 


Diameter 

and 
Stroke of 
Cylinder. 


Revolu- 
tions per 
Minute. 


Size of 
Pumps. 


Height 
Ufted. 


Quantity 
Pumped. 


Coal 
con- 
sumed 

per 
I.H.P. 

215 


Maker's Name, 
and where at 
Worlc 


Compound, 
two sets. 


238 
(total) 


in. 
21 and 
36x60 


240 feet 
of piston 
per min. 


In. 

27x48 

4 to each 

engine 


ft. 
34| 


gallons. 

490,000 

each. 


Simpson, and 
Co., Tjambeth, 
Ditton works. 


Compound, 
two pairs. 


117 
(each) 


25^ and 
38x60 


19 


4 pumps 
17i X 55 


196 


224,161 
per hour. 


2-3 


Simpson and 
Co., at Clifton, 
Waterworks. 


Two colliery 
horizontal 
compound 
engiues and 
two pumps. 


• • 


30x48 

and 
54x48 


20 


2 pumps 
10x48 
double- 
acting. 


510 


800 and 
1000 at 
32 revs. 


• • 


Tbornewill 
end Warham, 

at Denby 

Colliery. 



58 



TABLES OF WATER PUMPING. 



(5 

6i 



» 

H 

1^ 
Pn 

o 
to 

O 
Eh 

• o 

I— I 

R Hi 

W R 
EH 9 



•c 

I 



6 a 

1 1 

s I 

DO OQ 



It 



i 

1 



asS) 



II 



. 1 

2 f 



_ u 

•as 

w O K 






C4 



■J* Cuo 

s S3 k; 



•as 



i4 

II 

19 






o 



o 
e 
o 



^ «o eq o 

bOi-i a> o 
■* -* CO 






t 



o 
CI 



00 



<0 
X 

CO 






CI 

« 



CU 






«0 

00 



a 
a 

O 
§ 

CO 



g 



I 



60 

«D 

I i 



§ 



i ^ « 

1 I 
s. 

I 



o 






CO -^ 

OQ 



Eri 



Q 

O 
o 

p 

P 
O 

O 

o 

1^ 
o 

Cl3 



P3 

o 

> 

H 
<1 

Ph 
O 



1 


The actual head of water 
pumped was 62 feet 
extra, which was caused 
by friction in the mains. 




199} OCT 
pdS]«J SUOlfSS 

0001 Jdd 

IBOOJO^SOO 


4 

• 


*8aon«S 
uoiiiiui I 
aad iBO^) 
pau 110 JO »soo 




«0 

c< 


'fiUoiivS aon 
-nm I dmnd 

<n ITOO JO »9O0 


•^Ok OD 

wg s 


00 

S3 


'iLi9U{q3V}\[ 

JO ^oudpw:^ 


■ • 


to 

• 


'BU0|i«8 OOOT 
aad pasn i«oo 


•■sS. • 


• 


'moq 
aad dHI 
jad pasn ivoq 

•dffl 


«>• 00 *- 


«o 
te 

• 


• • 


« 

• 

CO 


•Baoiit>a 0001 
jdd pam i«oo 


■^ CO <0 


CO 

• 


•anoq jad 
jaMod-asjoq 
jad pasn i»93 


m! 00 10 


CO 

• 


•ITOOJO 

•!>M0 idd ^:»na 


CD 

SI 2 

CI H< 

c^ 
*- « 


CO 

to 

C4 

10 
o» 


•ja»«M JO Pw^H 


^ to 


•jiiOH 
jad pasn ^voq 


2 


• 

10 


•anoH 
lad padiund 


galls. 
20,310 

10,236 


to 
x> 


f-t 


•sduinj jo az]g 


-•S 6 

-5 fi 


s 


•ajnuij^i 
jad sno|!^niOAa^ 


9 9 


00 

• 

00 


•raBoig 
JO ajnssajj 


lbs. per sq. in. 
72 

44 


e 


•a3[oj»g 
pnv ja^dta 


in. 
H-P. 12* 
L-P. 22 

X18, 
Stroke. 
22X18 


00 

iH 

X 


Descrip- 
tion of 
Engine. 


Compound 
Condensing 


High-Pres- 
sure. 



CO (^ A 
10 CO lO 



K3 C17 lo 

CO -^ i-l 

iH o o 






$ 



go 

a 

I 

bO 

g 



1 



II 

?l 



o 
H 



ill 



TABLES OV WATER PUMPING. 



59 



Pi 



a 






OB 



_2r^ S S ® 

O B^ -^ I -C 

® oj a 






§1 

Q d 



« 



<1 



g 
g 

s 



^ 



h 



oS <u ^ 



H ^ CO OB 



^ 



QQ 



O 2 



<B t^ S 

d >i' o 

2la.9 






§ 

a 

o 
o 



^ 



o 
O 



08 



o 

m 



a « .g 



JS 



o 



§ 






o 



O 1^ 



o 



no 
& 

n 

o 
» 

1^ 



Eh 



I- 
l| 

11 



i : 



CO 

HPh' 



X X ^ 



OCOqo 
KM P 



QO *) 

^Xhb* 

•-I J2 '-' 






.o 



o 



o 

l-l 



o 
o 






CO 



§ 



§ 



^33 

lull's 













•9 

o 

CO 



00 

CO 



09 

C4 



^ 



00 



O 

o 
o 



o 
o 
o 

o 
o 
o 



o 
o 






o 



s 



00 



CO 



CO 



CO 



00 
C4 



C4 
C4 



CO 

o 
eb 



»:2'rt L, p 3 



^ 



o 



o 

04 



CO 
CO 









O 5 

S "^ 

• a 



-S 9 



.« 



^1 



I 

•0 
I-H 
C4 

•s 



%4 

If 



aj 



si. 

§ CO 

►3^ 










a 



a 



o 



^ 

n 



o 
Q 






o 

I 



I 

Ph 

P 



•to 



O 



60 



TABLES OP WATER PUMPING. 



TABLE No. 5. 
WORK PERFORMED BY CENTRIFUGAL PUMPS. 



Description 
and Maker. 


Size of Fan 

or suction 

pipe. 


Kind of 
Engine. 


P. V 

• • 

52 

38-7 

82 

• • 

• • 

• • 

• • 

• • 


• 
• 


Speed of Fan, 
revs, per 
min. 




Height 
uaed. 


Quantity 
discharged. 


1 

• • 

64 
p. c. 

53^ 
p. c. 

• • 

• • 

• • 




Place. 


Appold, 
Easton & 
Anderson, 
three sets 


in. 

96 diam. 

fan by 35 

deep, three 

pumps. 


in. 

Three 

vertical 

cylinders, 

30 by 30 s. 


260 
196 
113 


92-5 


9ft. 10 in. 

• 


230 tons pel 

min. each 

pump. 


• • 

• • 


Amster- 
dam Ship 
Canal. 


Ditto, two 
sets 


84 diam. 
by 27 deep. 


30 by 30, 

two 
cylinders. 


68-8 


4 ft. 8 in. 

to 
6 ft. 1 in. 


356 to 395 
tons per 
min. by 

each pump. 


Whitham. 


Ditto, one 
pump 


72 diam. 
by 48 deep. 


Compound, 

15 by 37i 

and 25 

diam. by 

48 s. 


92-7 


10-114 ft. 


88 tons per 
min. 


• • 


Whittlesea 
Mere. 


Ditto, ditto 


40 diam. 

fan by 8f 

deep. 


41 h-p. 

nominal, 

portable 

engine. 


• t 


t • 


5 ft. to 
13 ft. 


6,500 galls 
at mean lift. 


• • 


Redmoor. 


Ditto, ditto 


78 diam. 
by 20 deep. 


Same as 
N0S.I&2. 


• • 

• • 

• • 


• • 


26 ft. 3 J in. 

maximum 

height. 


19,000 tons 
in 2^ hours. 


• f 


Ports- 
mouth 
Dockyard. 


Ditto, four 
bets 


58 diam. 

fan by 

10 deep. 


One hori- 
zontal con- 
densing 
engine, 
27 diam. 
by 36. 


• • 


39 ft. 
maximum 
at end of 
pumping. 


Four 
pumps dis- 
charge 
34,000 tons 
water in 
If hours. 


• • 


Cronstadt 
Dockyard. 


Ditto, ditto 


66 diam. 
by 10 deep. 


Two cylin- 
der engines 
to each, 14 
diam. by 
15 s. 


• • 


23 ft. 

maximum 

lift. 


Four 
pumps dis- 
charge 
26,400 tons 
in 2^ hours. 


• « 

• • 


• • 


Graving 

Dock, 
Glasgow. 


Gwynne, I. 
and H., 
eight 
pumps, 
engine to 
each 


60 diam. 

fan and 

54 suction 

pipe. 


Compound, 

27f and 46 

by 27 s. 


• • 


7 ft. 3 in. 

mean 

lift. 


200 square 

miles of 

country 

drained, or 

500,000 

gallons of 

water per 

min. by 8 

pump&. 


2 lbs. 


Ferrara 

Mar8h, 

Italy. 
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TABLE No. 5 — continued. 



Description 
and Maker. 


Size of Fan 
or suction 
pipe. 


Kind of 
Engine. 


Revs, per 
min. engine. 


• 


Speed of Fan, 
revs, per 
mln. 


Height 
lifted. 


Quantity 
discharged. 


1 

• • 


Coal per 
H-P. 


Place. 


Gwynne,!. 
and H., 
two pumps 


in. 
36 suction 


in. 

Horizontal 

engines. 


• • 

• • 

100 

■ • 

130 


• • 

• • 

■ • 

187 

• 

• • 


• • 


10 ft. 6 in. 


30,818 

gallons pel 

minute. 


cwt. 

73i 
in 24 
hours 


Holland, 

Polder, 

Grootslag. 


Ditto, four 
36-incli 
pumps, 
one 15 in. 


60-in. fans 
diam. 


21^ diam. 

by 24 s., 

horizontal. 


• • 


10 ft. 2i in. 


Ten acres 
raised 5 ft. 
in 90 min. 


• • 

• • 

37 
mil- 
lions 


34 
cwt. 


Mersey 

Dock, 

Liverpool. 


Hick, 

Hargreaves 
and Co., 
two pumps 
and two 
engines 


48-in. fan 


16 diam. 

by 36 s., 

horizontal 

h-p. 


250 


25 ft. 


5,793,867 

gallons in 

4 hours. 


• • 


Morel 

Dock, 

CardiflF. 


Simpson 
and Co., 
one large 
pump. 


Fan 60 by 

7f , suction 

pipe 84, 

delivery 

pipe 60. 


Two verti- 
cal engines, 
cylinders 
22^ diam. 
by 16J s. 


192 


33 feet 
maximum 


3758 gal- 
lons per 
min. by 

one pump. 


5-87 


Tilbury 
Docks. 


R. More- 
land and 
Sons 


72-in. fan, 
suction 
pipe 38. 


Vertical 
compound 
26 and 44 

diam. by 
26 s. 


130 


35 ft. 
maximum 


6250 tons 
of water 
per hour. 


• • 


New 
Graving 

Dock, 
Malta. 



TABLE No. 6. 
* Airt'b Patent Spiral Pump. 



Diameter of Fan. 


Speed per mln. 


Height lifted. 


Quantity per hour. 


Efficiency per cent. 


Coal used per I. H. P. 


12 feet 


6 revolutions 


10-66 feet 


1,876,000 galls. 


85 


3-15 lbs. 



The above work done in Egypt. 
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TABLE No. 8. 

WORK PERFORMED BY PUMPING ENGINES AT PHILADELPHIA, 

U.S., IN 1884 (ONE YEAR'S WORK). 



Engines. 


Time run 
in hours. 


Gallons pumped. 

(U.S.; 


Pressure 

in lbs. per 

sq. in. 


Goalufvd 
per year. 


Gallons 

raised 

100 feet 

per lb. 

coal. 


Simpson Compound 
Cramp Compoimd 
Worthington 


1.991 J 

6,762 

2,566i 


749,620,000 
4,911,288,450 
1,231,965,840 


51 
78 
63 


tons 
9,610 




Totals .. .. 


11,319 


6,892,874,290 


average 
64 


537 



TABLE No. 9. 

RUNNING EXPENSES OP NINE PUMPING STATIONS AT PHILA- 
DELPHIA, U.S., 1884 (ONE YEAR'S WORK). 

$ e. 

Salaries of employes 57,885 22 

Coal used, 28,880 tons, at $3 39c 97 , 995 05 

Oil for engine, 2864 gallons 1 , 706 32 

Lighting station, gas 4,734 60 

„ „ oil 206 59 

,, „ electric light (all expentes) .. 885 95 

Repairs to machinery and boilers 48,374 63 

Stores 4,383 15 

Total expenses |216,171 51 

Total gallons (U.S.) pumped . . . . 25 , 495 , 179 , 353 

Lift in feet, including friction .... 152*2 

Gallons pumped 100 feet high, in- 
cluding friction 89,001,865,294 

Cost of raising water 100 feet per 

million gallons $5 54c. 

The above particulars were given to the author by Mr. J. G. Mair, M.I.C.E. 
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TABLE No. 10. 

COST OF PUMPING WATER AT NORTH PUMPING WORKS AT 
CHICAGO IN 1885 (ONE YEAR'S WORK). 

Salaries of engineers 7 300 00 

Labour, firemen, &o J7 359 97 

Coal, 12,970 J tons at $5 58o. per ton .. .. 72,419 48 

Cylinder oil and lard oil 705 24 

Solidified oil 15g 25 

Tallow 9 3g 

Packing 38 37 

Waste ' 138 o9 

Stores 92 38 

^'as 962 40 

Repairs, fire tools 63 93 

„ engines 284 51 

„ boilers 883 40 

$100,404 88 



8 c 

Cost of delivering water per million gallons (U.S.) 113 feet\ 

high / ^ l^T^ 

Ditto ditto 1 foot high q 06-2-*- 

Gallons (U.S.) pumped in one year 14, 004, 733, 925^ '^'^ 



TABLE No. 11. 

COST OF PUMPING WATER AT WEST PUMPING STATION 
CHICAGO (ONE YEAR'S WORK), 1885. 

Gallons (U.S.) pumped during year under 105 feet) - ^ ^ 
head / 19»447,521,980 

S c. 

Totdlcost 96,391 00 

Cost of pumping 1 million gallons 105 feet high .. 4 95 

Cost of delivering 1 million gallons 1 foot high .... 4 71 

Cost of repairs, engines and boiler, per million gallons 10^8^ 

Cost of coal per ton 3 35^"'' 



Note.— Tables Nos. 10 and 11 were given the author by Mr. J. G. Mair, M.I.C.E. 
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A. 

Air pumps — pneumatic dispatch, 46- 
48 

injectors, Wipperman's, 32 

Airy*s patent pumps, 48 
Animal-power pumps, 3 
Antwerp waterworks, 28 
Appold's pumps, 17-20 

B. 

Bellhouse and Oo.'s valves, 37 
Blowing engines, 45 
Brighton waterworks pumping, 23 
Buenos Ayres sewage pumps, 49 

C. 

Cardiff dock pumps, 16 

Centrifugal pumps, 16-20 

Chain pumps, 53-54 

Coal consumption in pumping engines, 

17, 22, 24, 41, 48 
Colliery engines, 32-34 
Compound pumping engines, 23-31 
Condenser tube surface, 26 
Cowper re-heater, 26 
Cylinders, steam-jacketed, 23, 25, 26 

D. 

Davey's patent engine, 21 
Deane pumps, 7, 8 
Demerara pumping, 19 
Bevonport dockyard, 19 
Direct acting steam pump, 7 
Bock pumping, 16, 17, 19 
Domestic pumps, 4 
Brainage ditto, 18, 19 
Duplex ditto, 9 
Easton, 12 



E. 

Easton and Anderson's duplex pumps, 

12 
Ellington's patent pumps, 39 
Engines for waterworks pumping, 23, 

31 

— blowing, 45 

colliery, 32-34 

compound, 23-31 

domestic pumping, 4, 21 

fire, 41-44 

h.p. pumping, 37 

F. 

Fire engiues, land, 41 

floats, 43 

Force pumps, 35 

G. 

Gear for pumps, 6 
Gwynne's ditto, 17 

H. 

Hand power pumps, 3 

-^— well ditto, 5 

Hay-press pumps, 37 
Horse and cattle gear, 6 
Hydraulic pumps, 37 

— h.p. pumping engines, 37 
Hydraulic Power Co., 38, 40 

I. 

Instalment of pumps at 

Antwerp, 28 

Brighton, 23 

Cardiff, 16 

Demerara, 19 

Denby, 32 

— Devonpcrt, 19 
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Instalment of pumpe at — continued 
— — Lambeth, 25 

Liverpool, 17 

Poitsmouth, 24 

Sutton, 30 

Winchester, 30 

Wisbech, 18 

J. 

Jacketed steam cylinders, 23, 25, 26 

L. 

Lambeth waterworks, 25 
Land fire engines, 41 
Leathers for hydraulic pumps, 37 
Lift pumps, 3, 5, 6 
Liverpool dock pumps, 16 

M. 

Mains of Hydraulic Power Co., 38, 40 
Mine pumping engine, 32 
Motor, Davey's patent, 21 
Murray's patent pump, 53 

N. 

Number of revolutions of pumping 
engines, 18, 24, 25, 27, 28, 30, 31, 
33, 40, 46, 48, 49 

0. 

Oil used for hydraulic pumps, 35 
Oldham's patent rings for pistons, 33 

P. 

Patent engines, Davey, 21 

pumps, 7, 8, 17, 39, 48, 53 

Persian wheels, 51 

Portsmouth pumping engines, 24 

Pressure on hydraulic pumps, 38, 41 

pipes ditto, 38, 41 

Pulsometer, 13 
Pumps, air, 46, 48 

animal power, 3, 6 

centrifugal, 16-20 

^— chain, 53 
Deane, 7 



Pumps, direct acting, 7 

domestic, 4 

drainage, 18, 19 

duplex, 9 

force, 35 

hand power, 3 

lift and force, 3, 5, 6, 35 

— — sewage, 49 

well, 5 

Worthington, 11 

Pumping engines, 21-34 

Q. 

Quality of pump leathers, 37 
Quantity of water discharge by pumps, 
8, 9, 11, 16, 17, 18, 19, 20, 25, 27, 
29, 30, 31, 33, 41, 42, 43, 46, 48, 
49 

R. 

Results of steam jacketing, 23, 25, 26 
Rotary pumps, 16-20 

S. 

Sandon dock pumps, 17 
Scoop wheels, 50 
Sewage pumps, 49 
Sinking pump, Deane, 8 
Steam fire engines, 41-43 

floats, 43 

jacketing of cylinders, 23, 25, 2( 

pumps, 7-15 

Sutton waterworks, 30 

T. 

Tables, 55-64 

Tube surface condensers, 26 

Types of pump valves, 27, 29, 32, 3 

U. 

Use of oil in hydraulic pumps, 35 



V. 

Valves for pumps, 27, 29, 32, 38 
by Bellhouse and Co., 37 
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Vacuum made by air pumps, 47 i Water wheels, 50 

Vertical high - pressure pumping ] Waterworks engines, 23-31 

engines, 39 j Well pumps, 5 

Winchester waterworks, 30 
W. Windmills, 52 
Warner's chain pumps, 54 I Wipperman's air injector, 3ij 
Water pumping, 55-64 : Wisbech drainage, 18 
towers, 49 . Worthington pumps, 11 
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ADVERTISEMENTS. iii 



JOHN & HENRY GWYNNE, 



ENGINEERS, 

Iron Works, W.; and 



89, Cannon St., L0NI>0N, 



MA.NUFACTUBEBS OF 



The LABGEST AND MOST EGONOMIGAL Gentrifagal 
Fomping Engines in the Universe. 



PATENTEES AND SOLE ICAKERS OF THE RENOWNED 

" INVINCIBLE " 

Centrifugal Pumping Engines, 

Which liaye Beplnoed Vertical Spindle Centrifugal Pumps, SooopLWheels, 

and Litl Pumps, with 

ENORMOUS SAYING IN FUEL, in some oases as muoh as 

70 PER CENT. 

THE MOST SUITABLE MACHINES FOB— 



Reclamation Worka 


Raising the Level of Water 


Drainage 




>j 


in Docks. 


Irrigation 




it 


Emptying Graving & Floating 


Water 




»i 


Docks. 


Sewage 




9i 


&Cm &c. 


Require 


yery 


small Foundations, litlle or no Repairs, and no skilled labour 

to work them. 



ALSO MAKERS OF— 

CENTRIFUGAL PUMPS, Portable and Stationary, 
PORTABLE CENTRIFUGAL PUMPING ENGINES, 
STEAM ENGINES FOR ALL PURPOSES, 
STEAM FA^S, TURBINES, and other kinds of Machinery. 



A daeription of some of the InstaUatiom erected ts given on pages 66-73, Pari.L 

Telegrams, " GWTNNE, LONDON." 



ADVERTI8E1CENTS. 



BovBxal tpeoial Xadali obtained for BxeoUoneo and PnMtiflal Snoeoit of SnginM and 
lUehinory roprefantod by Xodolf Ezhibitod by thii Firm. 
Ckkld Modal at latomational SzhiUtion of Xinlng and Metallurgy. 
Bflyer Medal at The Centennial International Bxbibitien, Melbonmoi 



HARVEY & CO., 

LIMITED, 

186, 187, 188, GRESHAM HOUSE, 
OLD BROAD STREET, LONDON, E.C. 

WOBES AT HATLE, COBNWALL. 



Mechanical, Hydraulic, and Mining Engineers, 

IRON & STEEL STEAM BOAT & SHIP BUILDERS, 
Iron & Steel Boiler Hannfaotorers, Founders ft Ctoneral Smiths. 

MAHTirAOTUBIBS OV ALL DI80BIFTI<nni Or 

PUMPING ENGINES, 

AHD 

DKachinery for Water Works, Irrigation, Drainage, 

Sewage and Mining Purposes; Sluices, Hydrants, Improved Sluice 

Cocks, Pen Stocks, Watering Posts, Valves, Cocks, &c., &c. 



Patent & Other Large Pumping Yalyes, 

Pneumatic Ore Stampers, Special Stone Boring Machines, 

Stone Breakers and Crushers, 

BOLD AMALBAMATING AND QUARTZ CRUSHING MACHINERY. 

NEWEST & MOST IMPROVED MACHINERY FOE 

HOME AND FOREIGN MINES. 



MILLS AND MACHINERY FOR SUGAR PUNTATIONS, &G. 

Gold Mining and Dressing Machinery, 4^ 

A SPECIALITY. 

ERECTION OF MACHINERY UNDERTAKEN IN ANY PART OF THE WORLD. 

SHIPPED DIRECT FROM HAYLE. 



South African Agency — HARVEY & Co., Johannesburg. 
Mexican Agency— REkD, CAMPBELL* Co., Ld., City of Mexico. 

Uember of the ''Sngineering Exclian^e," London. 
jCATALOOITES ARD PABTICVLASS OlS APPLICATIOir. 
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EASTON& ANDERSON, Ltd 

ENGINEERS, 

LONDON & ERITH. 



WATERWORKS PUMPING MACHINERY. 

ROTARY OR DIRECT-ACTING ENGINES; SINGLE, 
COMPOUND, OR TRIPLE EXPANSION, ETC. 

DOCK PUMPING MACHINERY. 

DIRECT-ACTING CENTRIFUGAL PUMPS & ENGINES ; 
LIFT PUMPS AND ENGINES. 

DRAINAGE AND IRRIGATION MACHINERY. 

CENTRIFUGAL, SCREW, AND LIFT PUMPS. 

SEWAGE PUMPING MACHINERY. 
HYDRAULIC PUMPING ENGINES. 

HYDRAULIC LIFTS AND CRANES. 
HIGH-SPEED ENGINES, 

FOR CENTRIFUGAL PUMPS, FANS, AND DYNAWOS. 

BOILERS. 

STEEL CORNISH, LANCASHIRE, AND TUBULAR- 



Fartloulara of a few of the Works oarrled oat by E. A A. will be fonnd 
on pages 61-66, 115, 131, and Flates 6, 7, 8, 88, 99, 8S to 85, Fart I. 



Offices— 3, WHITEUALL PLACE, S.W. 
Works-ERITH IRONWOBES, ERITH, 
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WORTHINGTON PUMPWG ENGINE GO., 

153, QUBEH VICTOBU ST., LONDON, E.C. 
WORTHJNGTON. 



Blneino Fumf, vira Pm Valtb Cbahbeiu. 



WORTHIWCTO N PUMPS FOR AL L SERVICES. 

CAIALOaUZS iSB ISTIHATES ON AFFLIOATIOII. 



ADVEETIBBnBEKTS. 



WORTHINGTON PUMPING ENGINE CO., 

163, QUEEN VICTORIA ST., LONDON, B.C. 
WORTHINGTON. 



OOHPOmiD PuMf. 



The Worthiagton Pump is the recognised Standard 
of Steam Pumping Machinery. 



WORTHINGTON PUMPS FOR ALL SERVICES. 



Worthington Ptunps, both Horizontal and Vertical, 

and with either Gnn Metal or Iron Water Ends, snitable for 

all purposes and all preBsures. 

CATALOQUES AND ESTIMATES ON APPLICATION. 



▼iii ADYEBTISEMENTS. 



FAWGEn, PRESTON & CO., 

LIMITED, 

ENGINEERS, BOILERMAKERS, MILLWRIGHTS, 

Iron and Brass Fonnders, and Coppersmiths, 

LIVERPOOL, 



Puxnping Machinery of all classes and sizes. 

stationary Engines of all classes and sizes, High or 
Low Pressure, Condensing, Single Cylinder, Com- 
pound or Triple Expansion. 

Marine Engines, Compound Surface Condensing, 
Triple Expansion. 

Stationary and Marine Boilers of all classes, 

suitable for steam of any pressure. 

Sugar Machinery of every kind, including Cane 
Mills, Vacuum Pans, Multiple Effects, etc. 

Nitrate making Machinery. 

Apparatus for the economical production of Fresh 
Water from Sea Water. 

Multiple Effect Evaporators for the Economical 
Concentration of Chemical and other Solutions. 

Air Compressing Plants. 

Coffey and other Stills, for the production of 

Spirits, and Distillery Works of all kinds. 

Hydraulic Machinery, including Watson's 

Hydraulic Presses of the most powerful type for 
packing cotton, jute, and other substances. 

All kinds of Engineering and Millwright's Work in cast 
iron, wrought iron, brass or copper. 



Fftridonlars of a few of the Works carried out by F. F. & Oo. will be found 
on pages 90, 99, 110, 138, and Flates 13, 17, 21, 22, 23, 36, 37r Fart I. 
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ENGINEERS' TABLES. 

8P0NS' TABLES AND MEMORANDA FOR ENGINEERS. 

Selected and arranged by J. T. HURST, C.E., 

Hem. of the Society of Eu^neers, Hem. Phys. 9oc of London, late SuiToyor War 

Department, Anthor of ' Arohiteotaral BorreTore' Hand-Book,' 

' Hurst's Tredgold'B Carpentry, *o. 

Eleventh Edition, e4mo, roan, ^t edres, la. In case, la. ed. 
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ADVERTISEMENTS. 



PUBLIC INSTITUTIONS, 

THEIR ENGINEERING, SANITARY, AND OTHER 

APPLIANCES, 

WITH THE OOKSTBUOTION OF SFEOIAL DEFABTMENTS. 

By P. COLYER, M. Inst. C.E. 

6vo, cloth, 10s. 6d. 



CONTENTS. 



Sanitary Appliances — Drainage and Sewage Dioposal — Water Supply, Cold ani^ Hot 
Service — Warming Apparatus — LiftiuK Machinery — Baking ApparatuB and Bakery — 
Steam Laundries— Engine Boilers and Fnmping Machinery — Stables, Cowhouses, and 
Workshups — G)as Works und Lighting — Breweries — Electric Light and Plant. 



WATER SUPPLY. 

A PRACTICAL TREATISE ON WATER SUPPLV ENGINEERING, 

BELATING TO 

THE HTDBOLOGT, HTDBODTKAMIOS, AHD FBAOTIOAL 

OOHSTBUOTIOH OF WATEBWOBES IN 

HOBTH AHEBIOA. 

By JOHN T. FANNING, C.E. 

Ninth Edition, Beviaed and Enlarged. 
&ro, cloth, £1 5 s. 



CONTENTS. 



Section 1. Collection and Storage of Water, and its Impurities — Chap. 1. Intro- 
ductory — Chap. 2. Quantity of Water required — Chap. 3. Bainfall — Chap. 4. Flow of 
Streams — Chap. 5. Storage and Evaporation of Water— Chap. 6. (Supplying capacity of 
Watersheds — Chap. 7. Springs and Wells — Chap. 8. Impurities of Water — Chap. 9. 
Well, Spring, Lake, and River Supplies. Section 2. Flow of Water through Sluices, 
Pipes, and Channels —Chap. 10. Weight, Pressure, and Motion of Water — Chap. 11. 
Flow of Water through Orifices — Chap. 12. Flow of Water through Short Tubes — 
Chap. 13. Flow of Water through Pipes under Pressure — Chap. 14. Measuring Weirs 
and Weir Gauging — Chap. 15. Flow of Water in open Channels. Shotion 8. Practical 
Construction of Waterworks — Chap. 16. Reservoir Embankments and Chambers — 
Chap. 17. Open Channels — Chap. 18. Waste Weirs — Chap. 19. Partitions and Retaining 
Walls— Chap. 20. Masonry Conduits — Chap. 21. Mains and Distribution Pipes — 
Chap. 22. Distribution Systems— Chap. 23. Classification of Water — Chap. 24. Pumping 
of Water —Chap 25. Systems of Wuter. 
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THE PHOSPHOR BRONZE CO., 

UHITED, 

87, Sumner Street, Southwark, London, SH. 



SoleHakerBof theOriirinal "COG WHEEL" and 

"VULCAN" Biandiof 

"PHOSPHOR BRONZE," 

The best and moet dnntble Alloys for Bearings, Bnshes, and parts of 
Hacbinery exposed to friction and wear. 

"DURO METAL" 



(REQISTERED TRADE MARK). 



Alloy A, for Bailway Carriage, Wagon, and Track Bearings. 

Alloy B, specially adapted for Bearings for Hot Neck Bolls of Ironworks, 

Tin-plate Mills, &o. 



WEILLER'S 

PATEXT SILICIUM BRONZE ELECTRICAL WIRE. 

High CondnotiTity, great Tensile Strength, and Besistance to 

Corrosion. 

BEWARE OF IMITATIONS AND INFRINGEMENT OF PATENT RIGHTS. 



Rolled and Drawn Brass of all kinds ; 

HIQH OONSITOTIVITT ASH OTHER OOPPEl WISE, 
6EBUAV 8ILTEB. 



Finest Babbitt Metal, " Vulcan " Brand, Four Qualities. 

Best Plastic Metal, "Cog Wheel" Brand. 

"Phosphor" White Brass, Alloys I. and II. 



PHOSPHOR TIN AND PHOSPHOR COPPER, 
"GOG WHEEL" BRAND. 



ADVUBTlSBHEN'ra. 



Ingots, BUletB, Rods, Forgings, 

Castings, Stampings. 

THE PHOSPHOR BRONZE CO., 

LIMITED, 

87, Sumner Street, Southwark, London, S£. 

SOLE MtNUFUTURERS III THE UNITED KINGDOH FOII 

Bulls Metal. 



Buiil'b Metal is a malleable alloj, poseussing good oastiog qualities. 
It can bo rolled, forged, stamped, or otherwise wronglit at a red heat, and 
then acqnirefi an elastio limit and tensile strength considerablf higher 
than mild Steel. Castings in the alloy possess a tensile strength and 
elastio limit almost twice as high as good Gun Metal, with the same or 
greater reaistanoe to corrosion, also great resistance to wear. 

The perfect imiformit; of the alloy, comhined with the loading qnalitiea 
mentioned above, render it particnlarly suitable for purposes where great 
strength and resistance to wear and corrosion are required, i. e. for Pro- 
pellers, cast Dt forged parts of Pumps and Yalves, Pomp Bods, Pomp 
Spindles, Valve Spindles, Condenser Plates, Valve Discs, Stem Shafts, 
Hull Plates, Angle Bars, Marine and Hydraulic Work generally. Bolts 
and Nnts, parts of Ordnance and Ammanition, &e^ &c. 

Tests to Bsoertain the tensile and omsMiig strength of this metal haTa 
been made at Tarions times, and gave the following results : — 



Tout pM sq. inch. 


Miiuiua Steih. 
T«..p««j.liich. 


S^p-r.:' i CHPKKSSION TESTS. 


23-47 
15-51) 


100-32 

78-73 

3543 


^^■iy" : Cold Boiled Specimea. 
On 2 5.13" I r«tSn«^mfin 




'iiSiSir' ' EXTESSIOS TESTS. 


30 OO 

28'60 


10-15 1 Cold Boiled Speoimen. 
21-00 Ditto. 
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BOOKS RELATING 

TO 

APPLIED SCIENCE 

PUBLISHED BY 

E. & F. N. 8P0N, 

LONDON: 123, STRAND. 

NEW YORK : 12, CORTLANDT STREET. 



The Engineers^ Sketch-Book of Mechanical Move- 
ments^ Devices^ Appliances^ Contrivances^ Details employed in the Design 
and Construction of Machinery for every purpose. Collected from 
numerous Sources and from Actual Work. Classified and Arranged for 
Reference. Nearly 2000 Illustrations, By T. B. Barber, Engineer. 
Second Edition, 8vo, cloth, *js, 6d. 

A Pocket-Book for Chemists, Chemical Manufacturers^ 

Metallurgists^ Dyers^ Distillers^ Brewers, Sugar Refiners, Photographers ^ 
Students, etc, etc. By Thomas Bayley, Assoc. R.C. Sc. Ireland, Ana. 
lytical and Consulting Chemist and Assayer. Fifth edition, 481 pp., 
royal 32mo, roan, gilt edges, $s. 

Synopsis of Contents : 

Atomic Weights and Factors— Useful Data — Chemical Calculations — Rules for Indirect 
Analysis —Weights and Measures— Thermometers and Barometers — Chemical Physics — 
Boiling Points, etc. — Solubility of Substances— Methods of Obtaining Specific Gravity— Con- 
version of Hydrometers — Strength of Solutions by Specific Gravity— Analysis— Gas Analysis — 
Water Analysis — Qualitative Analysis and Reactions— Volumetric Analysis— Manipulation-^ 
Mineralogy — Assaying — Alcohol ^ Beer — Sugar — Miscellaneous Technological matter 
relating to Potash, Sooa, Sulphuric Add, Chlorine, Tar Products, Petroleum, MiUc, Tallow, 
Photography, Prices, Wages, Appendix, etc., etc. 

The Mechanician ■: A Treatise on the Construction 

and Manipulation of Tools, for the use and instruction of Young Engineers 
and Scientific Amateurs, comprising the Arts of Blacksmithing and Forg- 
ing ; the Construction and Manufacture of Hand Tools, and the various 
Methods of Using and Grinding them ; description of Hand and Machine 
Processes ; Turning and Screw Cutting. By Cameron Knight, 
Engineer. Containing 1 147 illustrations, and 397 pages of letter-press. 
Fourth edition, 4to, doth, i8f. 
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CATALOGUE OF SCIENTIFIC BOOKS 



Tftf/ PMbUskid, m Dtmy 8cw, clothe c^nUuning 975 pagtt and 350 tUmtratumt, prke js. 6d. 

SPONS' HOUSEHOLD MANUAL: 

A Treasniy of Domestio Beoeipts and G-uide for Home Hanagemeiit. 

PRINCIPAL CONTENTS. 

Hints for Beleotlilff a srood House, pointing out the essential requirements foiy 
a good house as to the Site, Soil, Trees, Aspect, Construction, and General Arrangement ; 
with instructions for Reducing Edioes, Water^nroofing Damp Walls, Curing Damp Cellars. 

SaJLitatiOXl«'^What should constitute a good Sanitary Arrangement ; Examples (with 
Illustrations) of Well- and Ill-drained Houses ; How to Test Drains ; Ventilating Pipes, ete. 

Water Supply. — Care of Cisterns; Sources of Supply; Pipes; Pumps; Purification 
and Filtration of Water. 

Ventilation and Wanninsr-— Methods of Ventilating without caudng cold 
draughts, by various means ; I^tnctples of Warminp^ ; Health Questions ; Combustion : Open 
Grates ; Open Stoves ; Fuel Economisers ; Varieties of Grates ; Close-Fire Stoves ; Hot-air 
Furnaces ; Gas Heating ; Oil Stoves ; Steam Heating ; Chemical Heaters ; Management of 
Flues ; and Cure of Smoky Chimneys. 

Zjis'lltlnflr. — The best methods of Lighting ; Candles, Oil Lamps, Gas, Incandescent 
Gas, Electric Light ; How to test Gas Pipes ; Management of Gas. 

Furniture and Deooration.^Hints on the Selection of Funuture ; on the most 
approved methods of Modem Decoration ; on the best methods of arranging Bells and Calls ; 
now to Construct an Electric Bell. 

Thieves and Fire.-~Precautions against Thieves and Fire ; Methods of Detection ; 
Domestic Fire Escapes ; Fireproofing Clothes, etc. 

Tlie I«arder.— Keeping Food firesh for a limited time ; Storing Food without change, 
such as Fruits, Vegetables, Eggs, Honey, etc. 

Onrinff Foods for lenirthened Preservation, as Smoking, Saltings Canning, 
Potting, Pickling, Bottling Fruits, etc. ; Jams, Jellies, Marmalade, etc 

The Dairy.— The Building and Fitting of Dairies in the most annroved modem style ; 
Butter-maldng ; Cheesemaking and Curing. 

The Cellar.— Building and Fitting ; Qeaning Casks and Bottles ; Corks and Corking ; 
Aerated Drinks ; Syrups tor Drinks ; Beers ; Bitters ; Cordials and Liqueurs ; V^es ; 
Miscellaneous Drinks. 

The Pantryw— Bread-making ; Ovens and Pyrometers ; Yeast ; German Yeast ; 
Biscuits ; Cakes ; Fancy Breads; Buns. 

The Kitohen. — On Fitting Kitchens ; a description of the best Cooking Ranges, close 
and open ; the Management and Care of Hot Plates, Baking Ovens, Dampers, Flues, and 
Chimneys; Cooking by Gas; Cooking by Oil; the Aru of Roasting, Grilling, Boiling, 
Stewing, Braising, Frying. 

Beoeipts for Dishes —Soups, Fish, Meat, Game^ Poultry, Vegeubles, Salads, 
Puddings, Fastry. Confectionery, Ices, etc., etc. ; Foreign Dishes. 

The Housewife's Booni.— Testing Air, Water, and Foods ; Cleaning nod Renovat- 
ing ; Des^ying Vermin. 

Housekeeping*, Karketinff. 

The Diningr-Boom.. — ^Dietetics ; Laying and Waiting at Table : Carving ; Dinners, 
Breakfasts, Luncheons, Teas, Suppers, etc. 

The Drawingr^Boom.— Etiquette; Dancing; Amateur Theatricals; Tricks and 
Illusions ; Games (indoor). 

The Bedroom and Dressmg-Room ; Sleep ; the Toilet ; Dress ; Buying Qothes ; 
Outfits ; Fancy Dress. 

The Hfursery.*— The Room ; Clothing ; Washmg ; Exercise ; Sleep ; Feeding ; Teeth- 
ing ; Illness ; Home Training. 

The Sick-BoonL."— The Room; the Nurse; the Bed; Side Room Accessories ; Feeding 
Patients ; Invalid Dishes and Drinks ; Administering Physic ; Domestic Remedies ; Accidents 
and Emergencies; Bandaging; Bums; CariTing Injured Persons; Wounds; Drowning; Fits ; 
Frost-bites; Poisons and Antidotes; Sunstroke; Common Complaints ; Disinfection, etc. 



PUBLISHED BY E. & F. N. SPON. 



The Bath-Boom.— Bathing in General ; Management of Hot-Water System. 

'~ The liaundry. — Small Domestic Washing Machines, and methods of getting up linen; 
Fitting up and Working a Steam Laundry, 

The Sohool-Boom.— The Room and its Fittings ; Teaching, etc. 

The Play gTOUnd.— Air and Exercise; Training ; Outdoor Games and Sports. 

The Workroom. — ^Darning, Patching, and Mending Garments. 

The library.— Care of Books. 

The Garden.— Calendar of Operations for Lawn, Flower Garden, and Kitchen 
Garden. 

The Farmyard.— Management of^e Horse, Cow, Pig, Poultry, Bees, etc., etc. 

Small Motors.'— A description of the various small Engines useful for domestic 

Sitfpipses, from z man to x horse power, worked by various methods, such as Electric 
Engines, Gas Engines, Petroleum Engines, Steam Engines, Condensing Engines, Water 
Power, Wind Power, and the various methods of working and managing them. 

Household Liaw.- The Law relating to Landlords and Tenants, Lodgers, Servants, 
Parochial Authorities, Juries, Insurance, Nuisance, etc 

On Designing Belt Gearing. By E. J. Cowling 

Welch, Mem. Inst. Mech. Engineers, Author of 'Designing Valve 
Gearing.' Fcap. 8vo, sewed, 6d, 

A Handbook of Formulce^ Tables^ and Memoranda^ 

for Architectural Surveyors and others engaged in Building, By J. T. 
Hurst, C.£. Fourteenth edition, royal 32mo, roan, 5j. 

"It is no disparagement to the many excellent publications we refer to, to say that in our 
opinion this little pocket-book of Hurst's is the very best of them all, without any exception. 
It would be useless to attempt a recapitulation of the contents, for it appears to contain aomost 
nferyihiH£ that anyone connected with building could require, and, oest of all, made up in a 
compact form for carrying in the pocket, measuring only 5 in. by 3 in., and about f in. diick, 
in a limp cover. We congratulate the author on the success of his laborious and practically 
compiled little book, whidi has received unqualified and deserved praise from every profes- 
sional person to whom we have shown it." — The Dublin Builder, 

Tabulated Weights of Angle^ Tee, Bulb, Round, 

Sttuare, and Flat Iron and Steel, and other information for the use of 
Naval Architects and Shipbuilders. By C. H. Jordan, M.LN. A. Fourth 
edition, 32mo, cloth, 2s. 6d, 

A Complete Set of Contract Documents for a Country 

Lodge, comprising Drawings, Specifications, Dimensions (for quantities). 
Abstracts, Bill of Quantities, Form of Tender and Contract, with Notes 
by J. Leaning, printed in facsimile of the original documents, on single 
sheets fcap., in paper case, lox. 

A Practical Treatise on Heat, as applied to the 

Useful Arts; for the 
Box. Wkh \^ plates 



Useful Arts; for the Use of Engineers, Architects, &c. By Thobias 
~ "' ' " '. Sixth edition, crown 8vo, doth, izs, 6d. 



A Descriptive Treatise on Mathematical Drawing 

Instruments: their construction, uses, qualities, selection, preservation, 
and suggestions for improvements, with hints upon Drawing and Colour- 
ing. By W. F. Stanley, M.R.I. Sixth edition, with numerous illustrations, 
crown 8vo, doth, 51. 
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Quantity Surveying. By J. Leaning. With 42 illus- 

trations. Second edition, revised, ^wn 8vo, cloth, 91. 

Contents : 



A complete Explanadon of the London 

Order of Taking Off. 

Modes of Measurement of the tmious Trades. 

Use and Waste. 

Ventilation and Wanning. 

Credits, with various Exiunples of Treatment. 

Abbreviatbns. 

Squaring the Dimensions. 

Ahstractrng, with Examples in illustration of 

each Trade. 
Billing. 

Sxamples of Preambles to each Trade. 
Form for a Bill of Quantities. 

Do. Bill of Credits. 

Do. Bill for Alternative Estimate. 
Restorations and Repairs, and Form of BilL 
Variations before Acceptance of Tender. 
Errors in a Builder's Estimate. 



Schedule of Prices. 

Form of Schedule of Prices. 

Analysis of Schedule of Prices. 

Adjustment of Accounts. 

Form of a Bill of Variations. 

Remarics on Specifications. 

Prices and Valuation of Woric, with 

Examples and Remarks upon each Trade. 
The Law as it affects Quantity Surveyors, 

with Law Reports. 
Taking Off after the Old Method. 
Northern Practioe. 
The General Statement of the Methods 

recommended by the Mandiester Society 

of Architects for taking Quantities. 
Examples of Collections. 
Examples of " Taking Off" in eadi TVade. 
Remarks on the Past and Present Methods 

of Estimating. 



Sponi Architects^ and Builders Price Book^ with 

useful Memoranda, Edited by W. Young, Architect. Crown 8vo, doth, 
red edges, 3J. 6^. Published annually. Nineteenth edition. Nowreaify* 

Long-Span Railway Bridges^ comprising Investiga- 
tions of the Comparative Theoretical and Practical Advantages of the 
various adopted or proposed Type Systems of Construction, witli numerous 
Formulae and Tables giving die weight of Iron or Steel required in 
Bridges from 300 feet to the limiting Spans ; to which are added similar 
Investigations and Tables relating to Short-span Railway Bridges. Second 
and revised edition. By B. Baker, Assoc. Inst C.E. Plates^ crown 8vo, 
cloth, 5^. 

Elementary Theory and Calculation of Iron Bridges 

and Roofs, By August Ritter, Ph.D., Professor at the Polytechnic 
School at Aix-la-Chapelle. Translated from the third German edition, 
by H. R. Sankey, Capt. R.£. With 500 illustrations^ 8vo, cloth, 151. 

The Elementary Principles of Carpentry. By 

Thomas Trbdgold. Revised from the original edition, and partly 
re- written, by John Thomas Hurst. Contained in 517 pages of letter- 
press, and illustrated with 48 plates and 150 wood engravings. Sixth 
edition, reprinted from the third, crown 8vo, cloth, lis, 6d, 

^ Section I. On the Equality and Distribution of Forces — Section II. Resistance of 
Timber— Section III. Construction of Floors — Section IV. Construction of Roofs — Sec- 
tion V. Construction of Domes and Cupolas— Section VI. Construction of Partitions — 
Section VII. Scaffolds, Staging, and Gantries — Section VIII. Construction of Centres for 
Bridges — Section IX. Cofferslasis, Shoring, and Strutting — Section X. Wooden Bridges 
and Viaducts— Section XI. Joints, Straps, and other Fastenings— Section XII. Timber. 

The Builders Clerk : a Guide to the Management 

of a Builder's Business. By Thomas Bales. Fcap. 8vo, cloth, ix. 6</. 
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Practical Gold-Mining: a Comprehensive Treatise 

on the Origin and Occurrence of Gold-bearing Gravels, Rocks and Ores, 
and the methods by which the Gold is extracted. By C. G. Warnford 
Lock, co- Author of * Gold : its Occurrence and Extraction.* With 8 plates 
and 275 engramngs in the text, royal 8vo, cloth, 2/. 2s, 

Hot Water Supply : A Practical Treatise upon the 

Fitting of Circulating Apparatus in connection with Kitchen Range and 
other Boilers, to supply Hot Water for Domestic and General Purposes, 
With a Chapter upon Estimating. Fully illustrated^ crown 8vo, dom, 3J. 

Hot Water Apparatus: An Elementary Guide for 

the Fitting and Fixing of Boilers and Apparatus for the Circulation of 
Hot Water for Heating and for Domestic Supply, and containing a 
Chapter upon Boilers and Fittings for Steam Cooking. 32 illustrations^ 
fcap. 8vo, cloth, is. 6d, 

The Use and Misuse^ and the Proper and Improper 

Fixing of a Cooking Range, Illustrated, fcap. 8vo, sewed, 6d. 

Iron Roofs : Examples of Design, Description. Illus- 
trated with 64 Working Drawings of Executed Roofs, By Arthur T. 
Walmisley, Assoc. Mem. Inst. C.£. Second edition, revised, imp. 4to, 
half-morocco, 3/. 3x. 

A History of Electric Telegraphy ^ to the Year 1837. 

Chiefly compiled from Original Sources, and hitherto Unpublished Docu- 
ments, by J. J. Fahie, Mem. Soc. of Tel. Engineers, and of the Inter- 
national Society of Electricians, Paris. Crown 8vo, cloth, 9^. 

Spons^ Information for Colonial Engineers. Edited 

by J. T. Hurst. Demy 8vo, sewed. 
No. I, Ceylon. By Abraham Deans, C.E. zs, 6d, 

Contents : 

Introductory Remarks— Natural Productions— Architecture and Engineering— Topo* 
graphy. Trade, and Natural History— Principal Stations — Weights and Measures, etc, etc. " 

No. 2. Southern Africa, including the Cape Colony, Natal, and the 
Dutch Republics. By Henry Hall, F.R.G.S., F.R.C.L With 
Map. 3J. 6d, Contents : 

General Description of South Africa— Physical Geography with reference to Engineering 
Operations — Notes on Labour and Material in Cape Colony — Geological Notes on Rock 
Formation in South Africa — Engineering Instruments for Use in South Africa— Principal 
Public Works in Cape Colony: Railways, Mountain Roads and Passes, Harbour Works, 
Bridges, Gas Works, Irrigation and Water Supply, Lighthouses, Drainage and Sanitary 
Engmeering, Public Buildmgs, Mines— Table of Woods in South Africa— Animals used for 
' Draught Purposes— Statistical Notes— Table of Distances— Rates of Carriage, etc. 

No. 3. India. By F. C. Danvers, Assoc. Inst. C.E. With Map. 4J. 6d, 

Contents : 

Physical Geography of India — Building Materials— Roads— RaiIway»^Bridges— Irriga- 
tion— River Works— Harbours^ Lighthouse Buildings— Native Labour— The Principal 
Trees of India— Moneys— Weights and Measures — Glossary of Indian Terms, etc 
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Our Factories y Workshops^ and Warehouses: their 

Sanitaiy and Fire-Resisting Arnuigements. By B. II. Thwaits, Assoc. 
Mem. Inst C.E. With 183 wood engravings^ crown Sto, doth, 9#. 

A Practical Treatise on Coal Mining. By George 

G. Andr^, F.G.S., Assoc. Inst C.E., Member of the Society of Engineers. 
With 82 lithographic piates, 2 yols., royal 4to, doth, 3/. 12s, 

A Practical Treatise on Casting and Foundings 

indnding descriptions of the modem machinery employed in the art By 
N. E. Spkstson, Engineer. Fifth edition, with 82 plata drawn to 
scale, 412 pp., demy Syo, doth, 181. 

A Handbook of Electrical Testing. By H. R. Kempe, 

M.S.T.E. Fourth edition, revised and enlarged, crown 8vo, doth, i6x. 

The Clerk of Works: a Vade-Mecum for all engaged 

in the Superintendence of Building Operations. By G. G. HosKiNS, 
F.R.I.B.A. Third edition, fcap. 8yo, doth, u. 6^. 

American Foundry Practice: Treating of Loam, 

Dry Sand, and Green Sand Moulding, and containing a Practical Treatise 
upon the Management of Cupolas, and the Melting of Iron. By T. D. 
West, Practical Iron Moulder and Foundry Foreman. Second editioiit 
with numerous illustrations^ crown 8yo, doUi, lOf. dd. 

The Maintenance of Macadamised Roads. By T. 

CODRINGTON, M.LC.E, F.G.S., General Superintendent of County Roads 
for South Wales. Second edition, 8vo, dodi, 7/. (id. 

Hydraulic Steam and Hand Power Lifting and 

Pressing Machinery, By Frederick Colyer, M. Inst C.E., M. Inst M.E. 
With ^Z plates^ 8vo, doth, i8x. 

Pumps and Pumping Machinery, By F. Colyer, 

M.LC.E., M,LM.£. With 21 folding plates^ 8yo, doth, \2s, 6d. 

Pumps and Pumping Machinery. By F. Colyer. 

Second Part With 11 large plates, 8vo, cloth, 12s, 6d, 

A Treatise on the Origin^ Progress^ Prevention^ and 

Cure of Dry Rot in Timber; with Remarks on the Means of Presenring 
Wood from Destruction by Sea- Worms, Beetles, Ants, etc. By Thoicas 
Alxen Britton, late Surveyor to the Metropolitan Board of Works, 
etc., etc. With 10 plates, crown 8vo, cloth, 7^. 6</. 

The Artillery of the Future and the New Powders. 

By J. A. LoNGRiDGE, Mem. Inst. C.£. 8to, doth, y. 
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Gas Works : their Arrangement, Construction, Plant, 

and Machinery. By F. Colyer, M. Inst. C.E. WiiA '^\ folding plates^ 
8vo, doth, \2s, 6d, 

The Municipal and Sanitary Engineers Handbook. 

By H. Percy Boulnois, Mem. Inst. C.E., Borough Engineer, Ports- 
mouth. With numerous illustrations^ Second edition, demy 8vo, doth, 

Contents ; 

The Appointment and Duties of the Town Surveyor— Traffic— Macadamised Roadwairs-* 
Steam Rollmg — Road Metal and Breakiug — Pitched Pavements — Asphalte— Wood Pavements 
— Footpaths-«-Kerbs and Gutters— Street Naming and Numbering— Street Lighting— Sewer- 
age— Ventilation of Sewer»— Disposal of Sewage — House Drainage — Disinfection— Gas and 
Water Com|>anies, etc.. Breaking up Streets — Improvement of Private Streets-" Borrowing 
Powers— Artizans' and Labourers' Dwellings— Public Conveniences— Scavenging, including 
Street Qeansing — Watering and the Removing of Snow— Planting Street Trees — Deposit oi 
Plansj— Dangerous Buildings— Hoardings— Obstructions— Improvme Street Lines—Cellar 
Openings-^Public Pleasure Urounds— Cemeteries — Mortuaries — Cattle and Ordinary Markets 
—Public Slaughtez^houses, etc.— Giving numerous Forms of Notices, Specifications,- and 
General Information upon these and other subjects of great importance to Municipal Engi- 
neers and others engaged in Sanitary Work. 

Metrical Tables. By Sir G. L. Molesworth, 

M.I.C.E. 32mo, cloth, is. 6d, 

Contents. 

General— Linear Measures — Square Measures — Cubic Measures— Measures of Capacity— 
Wdghts— Combinations— Thermometers. 

Elements of Construction for Electro-Magnets. By 

Count Th. Du Moncel, Mem. de VInstitut de France. Translated from 
the French by C. J. Wharton. Crown Svo, cloth, 4f. 6^. 

A Treatise on the Use of Belting for the Transmis- 
sion of Power. By J. H. Cooper. Second edition, illustrated^ 8yo, 
cloth, 1 5 J. 

A Pocket-Book of Useful Formula and Memoranda 

for Civil and Mechanical Engineers. By Sir Guilford L. Molesworth, 
Mem. Inst. C.E. With numerous illustrations, 744 pp. Twenty-se6ond 
edition, 32mo, roan, 6s, 

Synopsis of Contents: 

Surveying, Levelling, etc.—- Strength and Weight of Materials— Earthwork, Brickwork, 
Masonry, Arches, etc.— Struts, Columns, Beams, and Trusses-— Floonng, Roofing, and Roof 
Trusses— Girders, Bridges, etc.— Railways and Roads — Hydraulic Formulae — Cansds, Sewers, 
Waterworks, Docks — Irrigation and Breakwaters — Gas, Ventilation, and Warming— Heat, 
Light, Colour, and Sound— Gravity : Centres, Forces, and Powers — Millwork, Teeth c^ 
Wheels, Shafting, etc.— Workshop Recipes — Sundry Machinery^-Animal Power— Steam and 
the Steam En^ne— Water-power, Water-wheels, Turbines, etc. — ^Wind and Windmills- 
Steam Navigation, Ship Building, Tonnage, etc^iJunnery, Projectiles, etc.— Weights, 
Measures, and Money— Trigonometry, Conic Sections, and Curves— Telegraphy— Mensura- 
tion — ^TaUes of Areas and Circumference, and Arcs of Circles— Logarithms, Square and 
Cube Roots, Powers— Reciprocals, etc.— Useful Numbers— Di£ferendal and Integral Calcu- 
lus—Algebraic Signs— Telegraphic Construction and Formulas. 



8 CATALOGUE OF SCIENTIFIC BOOKS 

Hints on Architectural Draughtsmanship. By G. W. 

TuxFORD Hallatt. Fcap. 8yo, doth, ix. fid, 

Sponi Tables and Memoranda for Engineers; 

selected and arranged by J. T. Hurst, C.E., Author of 'Architectural 

Surveyors* Handbook,' * Hurst's Tredgold's Carpentry,* etc Eleventh 
edition, 64mo, roan, gilt edges, ix. ; or in cloth case, \s, 6d. 
^ Thb work is printed in a P«a>^1 t^pe, and is so small, measuring only ai in. by xf in. by 
i in. thidc, that it may be easuy earned in the waistcoat pocket. 

" It is certainly an extremely rare thins for a reviewer to be called upon to notice a volume 
measuring but ai m. by xf in., yet these dimensions faithfully represent the size of the handy 
little book before us. The vofume-^which contains xx8 printed pa^, besides a few Uank 
pages for memoranda—- is, in fact, a true pocket-book, adapted for being carried in the waist- 
coat pocket, and containing a far greater amount and variety of information than most people 
would imagine could be compressed into so snudl a space. .... The little volume has been 
compiled with considerable care and judgment, and we can cordially recommend it to our 
readers as a useful little pocket companion."— i?«<^v*^/»inv'< 

A Practical Treatise on Natural and Artificial 

Concrete^ its VarietUs and Constructive Adaptations, By Henry Rbid, 
Author of the ' Science and Art of the Manufacture of Portland Cement.' 
New Edition, with 59 woodcuts and ^ plates^ 8vo, doth, i$s. 

Notes on Concrete and Works in Concrete; especially 

written to assist those engaged upon Public Works. By John Newman, 
Assoc. Mem. Inst C.E., crown 8vo, cloth, 4J. (>d. 

Electricity as a Motive Power. By Count Th. Du 

MONCBL, Membre de Tlnstitut de France, and Frank Geraldy, Inge- 
nieur des Ponts et Chauss^es. Translated and Edited, with Additions, by 
C. J. Wharton, Assoc. Soc. TeL Eng. and Elec With 113 engravings 
and diagrams^ crown 8vo, cloth, is, 6d. 

Treatise on Valve-Gears, with special consideration 

of the Link-Motions of Locomotive Engines. By Dr. GuSTAV Zeuner, 
Professor of Applied Mechanics at the Confederated Polytechnikum of 
Zurich. Translated from the Fourth German Edition, by Professor J. F. 
Klein, Lehigh University, Bethlehem, Pa. Illustrated, 8vo, cloth, I2x. 6d, 

The French- Polishers Manual. By a French- 

Polisher; containing Timber Staining, Washing, Matching, Improving, 
Painting, Imitations, Directions for Staining, Sizing, Embodying, 
Smoothing, Spirit Varnishing, French- Polishing, Directions for Re- 
polishing. TMrd edition, royal 32mo, sewed, 6^ 

Hops, their Cultivation, Commerce, and Uses in 

various Countries, By P. L. Simmonds. Crown 8vo, cloth, \s, 6d, 

The Principles of Graphic Statics. By George 

Sydenham Clarke, Major Royal Engineers. With 112 iHustraOons. 
Second edition, 4to, doth, 12s, 6d, 
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Dynamo Tenders' Hand-Book. By F. B. Badt, late 

ist Lieut Royal Prussian Artillery. With *io illustrations. Third edition, 
i8mo, cloth, 4r. 6d, 

Practical Geometry^ Perspectivey and Engineering 

Drawing; a Course of Descriptive Greometry adapted to the Require- 
ments of the Engineering Draughtsman, including the determination of 
cast shadows and Isometric Projection, each chapter being followed by 
numerous examples ; to which are added rules for Shading, Shade-lining, 
etc., together with practical instructions as to the Lining, Colouring, 
Printing, and general treatment of Engineering Drawings, with a chapter 
on drawing Instruments. By Georgs S. Clarkb, Capt. R.E. Second 
edition, with 21 plates, 2 vols., cloth, icxr. 6d, 

The Elements of Graphic Statics. By Professor 

Karl Von Ott, translated from the German by G. S. Clarke, Capt 
R.E., ^Instructor in Mechanical Drawing, Royal Indism Engineering 
College. With 93 illustrations^ crown 8vo, cloth, 5^. 

A Practical Treatise on the Manufacture and Distri- 
bution of Coal Gas. By William Richards. Demy 4to, with numerous 
wood engravings and 2^ plates^ cloth, 2&r. 

I Synopsis of Contents : 

Introduction— Hbtory of Gas Lighting — Chemistry of Gas Manufacture, by Lewis 
Thompson, Esq., M.R.C.S.-- Coal, with Analyses, by J. Paterson, Lewis Thompson, and 
G. R. Hislop, £sqrs.^Retorts, Iron and Clay — Retort Setting — Hydraulic Main — Con- 
densers ^Exhausters— Washers and Scrubbers— Purifiers— Purification*— History of Gas 
Holder^ Tanks, Brick and Stone, Composite, Concrete, Cast-iron, Compound Annular 
Wrought-iron — Specifications — Gas Holders — Station Meter — Governor — Distribution- 
Mains— Gas Mathematics, or Formulae for the Distribution of Gas, by Lewis Thompson, Esq.— 
Services — Consumers' Meters — Regulators^Bumers— Fittings— Photometer— Carborization 
of Gas— Air Gas and Water Gas— Composition of Coal Gas, by Lewis Thompson, Esq.— 
Analyses of Gas — ^Influence of Atmospheric Pressure and Temperature on Gas— Residual 
Products^Appendix— Description of Retort Settings, Buildings, etc., etc. 

The New Formula for Mean Velocity of Discharge 

of Rivers and Canals. By W. R. Kutter. Translated from articles in 
the * Cultnr-Ing^nieur,* by Lowis D*A. Jackson, Assoc. Inst C.E. 
8vo, cloth, i2s. 6d. 

The Practical Millwright and Engineers Ready 

Reckoner; or Tables for finding the diameter and power of cog-wheels, 
diameter, weight, and power of shafts, diameter and strengtii of bolts, etc. 
By Thomas Dixon. Fourth edition, i2mo, doth, y. 

Tin: Describing the Chief Methods of Mining, 

Dressing and Smelting it abroad ; with Notes upon Arsenic, Bismuth and 
Wolfram. By Arthur G. Charleton, Mem. American Inst, of 
Mining Engineers. With plates^ 8vo, doth, I2s. 6d. 
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Perspective^ Explained and Illustrated. By G. S. 

Clarke, Capt R.E. WUh UlustraHons^ 8yo, cloth, 3^. &/. 

Practical Hydraulics ; a Series of Rules and Tables 

for the use of Engineers, etc^ etc By Thomas Box. Ninth edition, 
numerous plates, post 8vo, doUi, 5/. 

The Essential Elements of Practical Mechanics; 

based on the Principle of Work, designed for Engineering Students. By 
Oliver Byrne, formerly Professor of Mathematics, College for Civil 
Engineers. Third edition, with 148 wood engravings, post 8yo, doth. 

Contents : 

Chap. I. How Work is Measured by a Unit, both with and without reference to a Unit 
of Time— Chap. l. The Work of Living Aj^ents, the Influence of Friction, and introduces 
one of the most beautiful Laws of Motion— 'Qiap. 3. The prind^es expounded in the first and 
second chapters are applied to the Motion of BoKiies— Chap. 4. The Transmission of Work by 
simple Madiines— Chap. 5. Useful Propositions and Rules. 

Breweries and Mailings : their Arrangement, Con- 
struction, Machinery, and Plant. By G. Scamell, F.R.I.B.A. Second 
edition, revised, enlarged, and partly rewritten. By F. CoLYER, M.I.C.E., 
M.I.M.E. With 20 plates, 8vo, cloth, 12s. 6d, 

A Practical Treatise on the Construction of Hori- 
zontal and Vertical Waterwheels, specially designed for the use of opera- 
tive mechanics. By William Cullen, Millwright and Engineer. With 
II plates. Second edition, revised and enlarged, small 4to, doth, I2j. 6^. 

A Practical Treatise on Mill-gearing, Wheels, Shafts, 

Risers, etc,; for the use of Engineers. By THOMAS B03L Third 
edition, with \\ plates. Crown 8vo, doth. Is. 6d. 

Mining Machinery: a Descriptive Treatise on the 

Machinery, Tools, and other Appliances used in Mining. By G. G. 
Andrj^, F.G.S., Assoc. Inst C.E., Mem. of the Sodety of Engineers. 
Royal 4to, uniform with the Author's Treatise on Coal Mining, con- 
taining 182 plates, accuratdy drawn to scale, with descriptive text, in 
2 vols., doth, 3/. izs. 

Contents : 

Madiinery for Prospecting, Excavating, Hauling, and Hoisting— Ventilation— Pumping — 
Treatment of Mineral Products, including Gold and Silver, Copper, Tin, and Lead, Iron, 
Coal, Sulphur, China Clay, Bride Earth, etc. 

Tables for Setting out Curves for Railways, Canals, 

Roads, etc., vaiying from a radius of five chains to three miles. By A. 
Kennedy and R. W. Hackwood. Illustrated 32mo, doth, 2r. 6d. 
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Practical Electrical Notes and Definitions for the 

use of Engineering Students and Practical Men, By W. Perren 
Maycock, Assoc. M. Inst. E.E., Instructor in Electrical Engineering at 
the Pitlake Institute, Croydon, together with the Rules and Regulations 
to be observed in Electrical Installation Work. Second edition. Royal 
32mo, roan, gilt edges, 4J. 6d., or cloth, red edges, 3jc. 

The Draughtsman's Handbook of Plan and Map 

Drawing; including instructions for the preparation of Engineering, 
Architectural, and Mechanical Drawings. With numerous illustrations 
in the text^ and 33 plates (15 printed in colours). By G. G. Andrib, 
F.G.S., Assoc. Inst. C.E. 4to, cloth, 9^. 

Contents : 

The Drawing Office and its Fumishinss^Geometrical Problems— Lines, Dots, and their 
Combinations— Colours, Shading, Lettering, Bordering, and North Points — Scales — Plotting 
— Civil Engineers' and Surveyors' Plans— Map Drawing— Mechanical and Architectural 
Drawing— Copying and Reducing Trigonometrical Formuls, etc., etc. 

The B oiler-maker^ s andiron Ship-builder's Companion^ 

comprising a series of original and carefully calculated tables, of the 
utmost utility to persons interested in the iron trades. By James Foden, 
author of ' Mechanical Tables,' etc. Second edition revised, with illustra' 
tionSf crown 8vo, cloth, 5^. 

Rock Blasting: a Practical Treatise on the means 

eniployed in Blasting Rocks for Industrial Purposes. By G. G. Andr^, 
F.G.S., Assoc Inst C.E. With 56 illustrations and 12 plcUes, 8vo, cloth, 
ios,6d. 

Experimental Science: Elementary, Practical, and 

- Experimental Physics. By Geo. M. Hopkins. Illustrated by 672 
engravings. In one large voL, 8vo, cloth, 15^. 

A Treatise on Ropemaking as practised in public and 

private Rope-yards, with a Description of the Manufacture, Rules, Tables 
of Weights, etc., adapted to the Trade, Shipping, Mining, Railways, 
Builders, etc. By R. Chapman, formerly foreman to Messrs. Huddart 
and Co., Limehouse, and late Master Ropemaker to H.M. Dockyard, 
Deptford. Second edition, i2mo, doth, 3/. 

Laxtofis Builders^ and Contractors* Tables ; for the 

use of Engineers, Architects, Surveyors, Builders^ Land Agents, and 
others. Bricklayer, containing 22 tables, with nearly 30,000 calculations. 
4to, cloth, 5j. 

Laxtofis Builder^ and Contractors* Tables. Ex- 
cavator, Earth, Land, Water, and Gras, containing 53 tables, with nearly 
Z\t 000 c^culations. 4to, cloth, j j. 
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Egyptian Irrigation. By W. Willcocks, M.I.C.E., 

Indian Public Works Department, Inspector of Irrigation, Eg^npt. With 
Introduction b^ Lieut-CoL J. C. Koss, R.E., Inspector-General of 
Irrigation. WUh numarous lithographs and wood mgravingSt royal 8yo, 
doth, I/. i6s. 

Screw Cutting Tables for Engineers and Machinists ^ 

giving the values of the different trains of Wheels required to pi'oduce 
Screws of any pitch, calculated by Lord Lindsay, M.P., F.R.S., F.K.A.S., 
etc. Cloth, oblong, 2s, 

Screw Cutting Tables^ for the use of Mechanical 

Engineers, showing the proper arrangement of Wheels for cutting the 
Threads of Screws of any required pitch, with a Table for making the 
Universal Gas-pipe Threads and Taps. By W. A. Martin, Engmeer. 
Second edition, oblong, doth, u., or sewed, 6</. 

A Treatise on a Practical Method of Designing Slide- 

Vahe Gears iy Simple Geometrical Construction^ based upon the principles 
enunciated in Eudid's Elements, and comprising the various forms of 
Plain Slide- Valve and Expansion Gearing ; togetiier with Stephenson's, 
Gooch's, and Allan's link-Motions, as appUed either to reversing or to 
variable expansion combinations. By Edward J. Cowling Welch, 
Memb. Inst. Mechanical Engineers. Crown 8vo, doth, dr. 

Cleaning and Scouring : a Manual for Dyers, Laun- 
dresses, and for Domestic Use. By S. Christopher. i8mo, sewed, 6d. 

A Glossary of Terms used in Coal Mining. By 

William Stukeley Gresley, Assoc Mem. Inst C.E., F.G.S., Member 
of the North of England Institute of Mining Engineers. Illustrated with 
numerous woodcuts and diagrams, crown 8vo, doth, 5/ . 

A Pocket-Book for Boiler Makers and Steam Users ^ 

comprising a variety of useful ii^ormation for Employer and Workman, 
Government Inspectors, Board of Trade Surveyors, Engineers in charge 
of Works and Slips, Foremen of Manufactories, and the general Steam- 
using Public. By Maurice John Sexton. Second edition, royal 
32mo, roan, gilt edges, $s. 

Electrolysis: a Practical Treatise on Nickeling, 

Coppering, Gilding, Silvering, the Refining of Metals, and the treatment 
of Ores by means of Electridty. By Hippolyte Fontaine, translated 
from the French by J. A. Berly, C.E., Assoc. S.T.E. With engravings^ 
8vo, cloth, 9J. 
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Barlows Tables of Squares^ CubeSy Square RootSy 

Cube Hoots, Reciprocals of all Integer Numbers up to lo^ooa Post Svo, 
cloth, dr. 

A Practical Treatise on the Steam Engine, con- 
taining Plans and Arrangements of Details for Fixed Steam Engines, 
with Essays on the Principles involved in Design and Construction. By 
Arthur Rigg, Engineer, Member of the Society of Engineers and of 
the Royal Institution of Great Britain. Demy 4to, copious^ illustrated 
with woodcuts and 96 plates, in one Volume, half-bound morocco, 2/. 2x. ; 
or cheaper edition, cloth, 251. 

This work b not, in any sense, an elementary treatise, or history of the steam engine, but 
is intended to describe examples of Fixed Steam Engines widiout entering into the wide 
domain of locomotive or marine practice. To this end illustrations will be given of the most 
recent arrangements of Horizontal, Vertical, Beam, Pumping, Winding, Portable, Semi- 
portable, Corliss, Allen, Compound, and other similar Engines, by the most eminent Firms in 
Great Britain and America. The laws relating to the action and precautions to be observed 
in the construction of the various details, such as Cylinders, Pistons, Piston-rods, Connecting- 
rods, Cross-heads, Motion-biocks, Eccentrics, Simple, Expansion, Balanced, aiid Equilibrium 
Slide-valves, and Valve-gearing will be minutely dealt with. In this connection will be found 
articles upon the Velocity of Reciprocating Parts and the Mode of Aprplying the Indicator, 
Heat and Expansion of Steam Governors, and the like. It is the writer's desire to draw 
illustrations from every possible source, and give only those rules that present practice deems 
correct. 

A Practical Treatise on the Science of Land and 

Engineering Surveying, Levelling, Estimating Quantities, etc,, with a 

Cieral description of the several Instruments required for Surveying, 
veiling. Plotting, etc. By H, S. Merrett. Fourth edition, revised 
by G. W. UsiLL, Assoc. Mem. Inst. C.E. 41 plates, with illustrations 
and tables, royal Svo, cloth, \2s, 6d, 



Principal Contents : 

Part I. Introduction and the Principles of Geometry. Part a. Land Surveying ; com- 
prising General Observations— The Cham— Ofl&ets Surveying by the Chain only— Surveying 
Hilly Ground— To Survey an Estate or Parish by the Chain only— Surveying with the 
Theodolite — Mining and Town Surveying — Railroad Surveying — Mailing— Division and 
Laying out of Land— Observations on Enclosures — Plane Trigonometry. Part 3. Levelling— 
Simple and Compound Levelling— The Level Book— Paruamentary Plan and Section- 
Levelling with a Theodolite — Gradients— Wooden Curves— To Lay out a Railway Curve- 
Setting out Widths. Part 4. Calculating Quantities generally for Estimates— Cuttings and 
Embankments — Tunnels— Bridcwork — Ironwork — Timber Measuring. Part 5. Descriptiom 
and Use of Instnunentsin Surveying and Plotting — ^The Improved Dumpy Level— Troughton's 
Level— The Prismatic Compass — Proportional Compass — Box Sextant— 'Vernier — Panta* 
grai^ — Merrett's Improved Quadrant — ^Improv«d Computation Scale— The Diagonal Scale— 
Strat|(ht Edge and Sector. Part 6. Logarithms of Numbers — Logarithmic Sines and 
Co-Smes, Tangents and Co-Tangenta— Natural Sines and Co-Sines— Tables for Earthwork, 
for Setting out Curves, and for various Calculations, etc., etc., etc 

Mechanical Graphics. A Second Course of Me- 
chanical Drawing. With Preface by Prof. Perry, B.Sc., F.R.S. 
Arranged for use in Technical and Science and Art Institutes, Schools 
and Colleges, by George Halliday, Whitworth Scholar. 8yo, 
cloth, 6x. 

»4 
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The Assayers Manual: an Abridged Treatise on 

the Docimafttic Examination of Ores and Furnace and other Artificial 
Products. By Bruno Kerl. Translated by W. T. Brannt. With 65 
illustroHons^ Svo, cloth, 12s, 6d, 

Dynamo - Electric Machinery: a Text -Book for 

Students of Electro-Technology. By Silvanus P. Thompson, B.A.^ 
D.Sc, M.S.TiE. \Nea) edition in the press. 

The Practice of Hand Turning in Wood, Ivory ^ Shell, 

etc,, with Instructions for Turning such Work in Metal as may be required 
in the Practice of Turning in Wood, Ivory, etc ; also an Appendix on 
Ornamental Turning. (A book for beginners.) By Francis Campin. 
Third edition, vtith wood engravings, crown Syo, cloth, 6x. 

Contents : 

On Lathes— Turning Tool»— Turning Wood— Drilling— Screw Cutting— MiscellaneoBS 
Apparatus and Processes— Turning Particular Forms — ^Staining— Polishing— Spinning Metals 
—Materials'— Ornamental Turning, etc. 

Treatise on Watchwork, Past and Present. By the 

Rev. H. L. Nelthropp, M.A., F.S.A. With 32 illustrations^ crown 
8vo, cloth, 6j. dd. 

Contents : 

Definitions of Words and Terms used in Watdiworit— Tools— Time— Hbtorical Smn- 
Diary— On Calculations of the Numbers for Wheels and Pinions ; their Proportional Sizes» 
Trams, etc.— Of Dial Wheels, of Motion Work— Length of Time of Going without Winding 
up— The Verge— The Horizontal— The Duplex— The Lever— The Chronometer— Repeating 
Watches— Keyless Watches— 'The Pendulum, or Spiral Spring — Compensation— Jewelling of 
Pivot Holes— Clerkenwell— Fallacies of the Trade— Incapacity of Workmen— How to Choose 
and Use a Watch, etc. 

Algebra Self-Taught By W. P. Higgs, M.A., 

D.Sc, LL.D., Assoc InsL C.E., Author of * A Handbook of the Differ- 
ential Calculus,' etc. Second edition, crown 8vo, cloth, 2x. 6^. 

Contents : 

Symbols and the Signs of Operation— The EU^uation and the Unknown Quantity- 
Positive and Negative Quantities — Multiplication — Involution— Exponents — Ne|^ative Expo- 
nents — Roots, and the Use of Exponents as Logarithms— Logarithms — ^Tables of Logarithms 
and Proportionate Parts — Transformation of System of Logarithms — Common Uses of 
Common Logarithms— Compound Multiplication and the Binomial Theorem — Division, 
Fractions, and Ratio— Continued Proportion— The Series and the Summation of the Series- 
Limit of Series— Square and Cube Roots— Equations — List of Formulae, etc. 

Spons Dictionary of Engineering, Civil, Mechanical, 

Military, and Naval; with technical terms in French, German, Italian, 
and Spanish, 3100 pp., and nearly 8000 engravings, in super-royal 8vp, 
in 8 divisions, 5/. is. Complete in 3 vols., cloth, 5/. 5x. Bound in a 
superior manner, half-morocco, top edge gilt, 3 vols., 6/. I2s. 
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Notes in Mechanical Engineering. Compiled prin- 

cipally for the use of the Students attending the Classes on this subject at 
the City of London College. By Henry Adams, Mem. Inst M.E., 
Mem. Inst. C.E., Mem. Soc. of Engineers. Crown 8vo, cloth, 2x. td. 

Canoe and Boat Puilding: a complete Manual for 

Amateurs, containing plain and comprehensive directions for the con- 
struction of Canoes, Rowing and Sailing Boats, and Hunting Craft. 
By W. P. Stephens. With numerous illustrations and 24 plates of 
Working Drawings, Crown 8vo, doth,. 9/. 

Proceedings of the National Conference of Electricians^ 

Philadelphia, October 8th to 13th, 1884. i8mo, cloth, 3^. 

Dynamo - Electricity^ its Generation, Application, 

Transmission, Storage, and Measurement By G. B. Prescott. With 
545 illustrations, 8vo, cloth, i/. is. 

Domestic Electricity for Amateurs, Translated from 

the French of E. Hospitalier, Editor of "L'Electricien," by C. J. 

Wharton, Assoc. Soc. Tel. Eng, Numerous illustrations. Demy 8vo, 

cloth, dr. 

Contents : 

I. Production of the Electric Current— a. Electric Bells— 3. Automatic Alarms — ^4. Domestic 
Telephones — 5. Electric Clocks— 6. Electric Lighters— 17. Domestic Electric Lighting— 
8. Domestic Application of the Electric Light — 9. Electric Motors — xo. Electrical Locomo- 
tion — zz. Electrotyping, Plating, and Gildmg— za. Electric Recreations*->Z3. Various appli- 
cations — ^Workshop of the Electrician. 

Wrinkles in Electric Lighting. By Vincent Stephen. 

With illustrations. i8mo, cloth, 2s. 6d, 

Contents : 

z. The Electric Current and its production by Chemical means — 2. Production of Electric 
Currents by Mechanical means — 3. Dynamo>Electric Machines — 4. Electric Lamps — 
5. Lead — 6. Ship Lighting. 

Foundations and Foundation Walls for all classes of 

Buildings, Pile Driving, Bmlding Stones and Bricks, Pier and Wall 
construction. Mortars, limes. Cements, Concretes, Stuccos, &c. 64 illus' 
trations. By Cf T. PowELL and F. Bauman. 8vo, cloth, lor. 6^. 

Manual for Gas Engineering Students. By D. Lee. 

i8mo, doth, is. 
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Telephones^ their Construction and Management. 

By F. C. Allsop. Crown 8vo, doth, 5/. 

Hydraulic Machinery, Past and Present. A Lecture 

deliTered to the London and Suburban Railway Officials' Association. 
By H. Adams, Mem. Inst C.E. Folding plate. Sro, sewed, is. 

Twenty Years with the Indicator. By Thomas Pray, 

JuiL, C.E., M.E., Member of the American Society of Civil Engineers. 
2 vols., royal 8vo, cloth, \2s. 6d. 

* 

Annual Statistical Report of the Secretary to the 

Members of the Iron and Steel Association on the Home and Foreign Iron 
and Steel Industries in 1889. Issued June 1890. 8vo, sewed, 5/., 

Bad Drains^ and How to Test them ; with Notes on 

the Ventilation of Sewers, Drains, and Sanitary Fittings, and the Origin 
and Transmission of Zymotic Disease. By R. Harris Reeves. Crown 
8yo, cloth, y. 6d. 

Well Sinking. The modern practice of Sinking 

and Boring Wells, with geological considerations and examples of Wells. 
By Ernest Spon, Assoc. Mem. Inst. C.E., Mem. Soc. Eng., and of the 
Franklin Inst., etc. Second edition, revised and enlarged. Crown 8vo, 
cloth, los, 6d. 

The Voltaic Accumulator : an Elementary Treatise. 

By Emile Reynier. Translated by J. A. Berly, Assoc. Inst. E.E. 
With 62 illustrations, 8vo, cloth, 9J. 

Ten Years Experience in Works of Intermittent 

Doavnward Filtration, By J. Bailey Denton, Mem. Inst. C.E, 
Second edition, with additions. Royal 8vo, cloth, 5j. 

Land Surveying on the Meridian and Perpendicular 

System, By William Penman, C.E. 8vo, cloth, 8x. td. 

The Electromagnet and Electromagnetic Mechanism.. 

By SiLVANUS p. Thompson, D.Sc, F.R.S. 8yo, cloth, 15J. 
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Incandescent Wiring Hand-Book. By F. B. Badt, 

late 1st Lieut Royal Prussian Artillery. With 41 Ulustrations and 
5 tables, i8mo, cloth, 4^. 6d, 

A Pocket-book for Pharmacists^ Medical Prac- 

iiihfursy Students^ etc,^ etc, {British^ Colonial^ and American), By 
Thomas Bayley, Assoc. R. Coll. of Science, Consulting Chemist, 
Analyst, and Assayer, Author of a * Pocket-book for Chemists,* *The 
Assay and Analysis of Iron and Steel, Iron Ores, and Fuel,' etc., etc 
Roysd 32mo, boards, gilt edges, 6j. 

The Firemaris Guide ; a Handbook on the Care of 

Boilers. By Teknolog, foreningen T. I. Stockholm. Translated' from 
the third edition, and revised by Karl P. Dahlstrom, M.E. Second 
edition. Fcap. 8vo, doth, 2j. 

A Treatise on Modem Steam Engines and Boilers^ 

including Land Locomotive, and Marine Engines and Boilers, for the 
use of Students. By Frederick Colybr, M. £ist C.E., Mem. Inst M.E. 
With '^^ plates, 4to, cloth, \2s, 6d, 

CONTBNTS ; 

X. Introduction— a. Original Engines-^. Boilers— 4. Hi^h-Pressure Beam Engines— 5. 
Cornish Beam Engines— 6. Horizontal Engines— 7. OscillaUng Engines— 8. Vertical High- 
Pressure Engines— 9. Special Engines— xo. Portable Engines— xx. Locomotive Engines— 
19. Marine Engines. 

Steam Engine Management; a Treatise on the 

Working and Management of Steam Boilers. By F. CoLYER, M. Inst. 
C.E., Mem. Inst M.E. New edition, i8mo, cloth, 3^. dd. 



A Text-Book of Tannings embracing the Preparation 

of all kinds of Leather. By Harry R. Proctor, F.C.S., of Low Lights 
Tanneries. With Ulustrations, Crown 8vo, doth, lar. id. 



Aid Book to Engineering Enterprise, By Ewing 

Matheson, M. Inst. C.E. The Inception of Public Works, Parlia- 
mentary Procedure for Railways, Concessions for Foreign Works, and 
means of Providing Money, the Points which determine Success or 
Failure, Contract and Purchase, Commerce in Coal, Iron, and Steel, &c. 
Second edition, revised and enlarged, 8vo, cloth, z\s. 



i8 CATALOGUE OF SCIENTIFIC BOOKS 



Pumps^ Historically, Theoretically, and Practically 

Considered, By P. R. Bjorling. With 156 illustrations. Crown Svo, 
cloth, *is, 6d, 

The Marine Transport of Petroleum. A Book for 

the use of Shipowners, Shipbuilders, Underwriters, Merchants, Captains 
and Officers of Petvoleum-carrying Vessels. By G. H. Littls, Editor 
of the * Liverpool Journal of Commerce.' Crown 8vo, cloth, lor. 6^. 

Liquid Fuel for Mechanical and Industrial Purposes. 

Compiled by E. A. Brayley Hodgetts. With wood engravings, 
8vo, cloth, Is, 6d, 

Tropical Agriculture: A Treatise on the Culture, 

Preparation, Commerce and Consumption of the principal Products of 
the Vegetable Kinc^dom. By P. L. Simmonds, F.L.S., F.R.C.I. New 
edition^ revised ana enlarged, 8vo, cloth, 21s, 

Health and Comfort in House Building ; or, Ventila- 
tion with Warm Air by Self-acting Suction Power. With Review of the 
Mode of Calculating the Draught in Hot-air Flues, and with some Actual 
Experiments by J. Drysdale, M.D., and J. W. Hayward, M.D. 
With plates and woodcuts. Third edition, with some New Sections, and 
the whole carefully Revised, 8vo, cloth, *js. 6d, 

Losses in Gold Amalgamation. With Notes on the 

Concentration of Gold and Silver Ores. With six plates. By W. 
McDermott and P. W. Duffield. 8vo, cloth, 5/. 

A Guide for the Electric Testing of Telegraph Cables. 

By Col. V. HosKiCER, Royal Danish Engineers. Inird edition, crown 
8vo, cloth, 4J. 6d. 

The Hydraulic Gold Miners' Manual. By T. S. G. 

KiRKPATRiCK, M.A. Oxon. With 6 plates. Crown 8vo, cloth, dr. 

" We venture to think that this work will hecome a text-book on the important subject of 
which it treats. Until comparatively recently hydraulic mines were neglected. Thk was 
scarcely to be surprised at, seeing that their working in California was brought to an alnrupt 
termination by the action of the fanners on the dibris (Question, whilst their working in other 
parts of the world had not been attended with the anticipated success."— T^A^ Mining World 
and Engineering Record, 

The Arithmetic of Electricity. By T. O'Conor 

Sloane. Crown 8vo, cloth, 41. 6<^, 
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The Turkish Bath : Its Design and Construction for 

Public and Commercial Purposes. By R. O. Allsop, Architect WUk 
plans and sections, 8vo, cloth, 6/. 

Earthwork Slips and Subsidences upon Public Works : 

Their Causes, Prevention and Reparation. Especially written to assbt 
those engaged in the Construction or Maintenance of Railways, Docks, 
Canals, Waterworks, River Banks, Reclamation Embankments, Drainage 
Works, &c., &c. By ToHN Newman, Assoc. Mem. Inst. C.E., Author 
of ' Notes on Concrete, &c. Crown Svo, cloth, 'js, 6d, 

Gas and Petroleum Engines : A Practical Treatise 

on the Internal Combustion Engine. By Wm. Robinson, M.E., Senior 
Demonstrator and Lecturer on Applied Mechanics, Physics, &c.. City 
and Guilds of London College, Fmsbury, Assoc. Mem. Inst C.E., &c. 
Numerous illustrations, 8vo, cloth, 14J. 

Waterways and Water Transport in Different Coun* 

tries. With a description of the Panama, Suez, Manchester, Nicaraguan, 
and other Canals. By J. Stephen Jeans, Author of 'England's 
Supremacy,' ' Railway^ Problems,' &c. Numerous illustrations, 8vo, 
cloth, I4r. 



A Treatise on the Richards Steam-Engine Indicator 

and the Development and Application of Force in the Steam-Engine, 
By Charles T. Porter. Fourth Edition, revised and enlarged, Svo, 
cloth, 9^. 

Contents. 



The Naturo and Use of the Indicator : 
The several lines on the Diagram. 
Examination of Diagram No. i. 
Of Truth in the Diagram.' 
Description of the Richards Indicator. 
Practical Directions for Applying and Taking 

Care of the Indicator. 
Introductory Remarks. 
Units. , 
Expansion. 
Directions for ascertaining from the Diagram 

the Power exerted by tne Engine. 
To Measure from the Diagram the Quantity 

of Steam Consumed. 
To Measure from the Diagram the Quantity 

of Heat Expended. 
Of the Real Dia^am* and how to Construct it. 
Of the Conversion of Heat into Work in the 

Steam-engine. 
Observations on the several Lines of the 

Diagram. 



Of the Loss attending the Employment <^ 
Slow-piston Speed, and the Extent to 
which this is Shown by the Indicator. 

Of other Applications of the Indicator. 

Of the use of the Tables of the P^perties of 
Steam in Calculating the Duty of Boilers. 

Introductory. 

Of the Pressure on the Crank when the Con- 
necting-rod is conceived to be of Infinite 
Length.^ 

The Modification of the Acceleration and 
Retardation that is occasioned by the 
Angular Vibration of the Connecting-rod. 

Method of representing the actual pressure 
on the crazuc at every point of its revolu- 
tion. 

The Rotative Efiect of the Pressure exerted 
on the Crank. 

The TransmittiMf Parts of an Engine con* 
sidered as an Equaliser of Motion. 

A Ride on a Buffer*beam (Appendix). 
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In demy 4tO| handiomely boimd in cloth, iUutiraUd with TStl^ JuU page phUs^ 

Price 15/. 



ARCHITECTURAL EXAMPLES 

IN BRICK, STONE, WOOD, AND IRON, 

A OOMPLETE WOBK ON THE DETAILS AND ARBANQEMENT 
OF BUILDINa CONSTBUOTION AND DESIGN. 

By WILLIAM FULLERTON, Architect. 

Containing aao Plates, with numerous Drawings selected from the Architecture 

of Former and Present Times. 

The Details and Designs are Drawn to Scale, |", }", V\ and Fkll sue 

being chiefly used. 



The Plates are arranged in Two Parts. The First Part contains 
Details of Work in the four principal Building materials, the following 
being a few of the subjects in this Part : — ^Various forms of Doors and 
Windows, Wood and Iron Roofs, Half Timber Work, Porches, 
Towers, Spires, Belfries, Flying Buttresses, Groining, Carving, Church v 

Fittings, Constructive and Ornamental Iron Work, Classic and Gothic 
Molds and Ornament, Foliation Natural and Conventional, Stained 
Glass, Coloiu'ed Decoration, a Section to Scale of the Great Pyramid, 
Grecian and Roman Work, Continental and English Gothic, Pile 
Foundations, Chimney Shafts according to the regulations of the 
London County Council, Board Schools. The Second Part consists 
of Drawings of Plans and Elevations of Buildings, arranged under the 
following heads : — ^Workmen's Cottages and Dwellings, Cottage Resi- 
dences and Dwelling Houses, Shops, Factories, Warehouses, Schools, 
Churches and Chapels, Public Buildings, Hotels and Taverns, and 
Buildings of a general character. 

All the Plates are accompanied with particulars of the Work, with 
Explanatory Notes and Dimensions of the various parts. 
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Crown 8vo, cloth, with illustratioiis, 5/. 



WORKSHOP RECEIPTS. 

FIRST SERIES. 



By ERNEST SPON. 



Bookbinding. 

Bronzes and Bronzing. 

Candles. 

Cement* 

Cleaning. 

Colourwashing. 

Concretes. 

Dipping Acids. 

Drawing Office Details. 

Drying Oils. 

Dynamite. 

Electro - Metallui^ — 
(Cleaning, Dipping, 
Scratch-brushing, Bat- 
teries, Baths, and 
Deposits of every 
description). 

Enamels. 

Ei^nraving on Wood, 
Copper, Gold, Silver, 
Steel, and Stone. 

Etching and Aqua Tint. 

Firework Making — 
(Rockets, Stars, Rains, 
C^erbes, Jets, Tour- 
billons, Candles, Fires, 
LanceSjLights, Wheels, 
Fire-balloons, and 
minor Fireworks). 

Fluxes. 

Foundry Mixtures. 



Synopsis of Contents. 

Freezing. 

Fulminates. 

Furniture Creams, Oils, 
Polishes, Lacquers, 
and Pastes. 

Gilding. 

Glass Cutting, Cleaning, 
Frosting, Drilling, 
Darkening, Bending, 
Staining, and Paint- 
ing. 

Glass Making. 

Glues. 

Gold. 

Graining. 

Gums. 

Gun Cotton. 

Gunpowder. 

Horn Working. 

Indiarubber. 

Japans, Japanning, and 
kindred processes. 

Lacquers. 

Lathing. 

Lubricants. 

Marble Working. 

Matches. 

Mortars. 

Nitro-Glycerine. 

Oils. 



Paper. 

Paper Hanging. 

Painting in Oils, in Water 
Colours, as well as 
Fresco, House, Trans- 
parency, Sign, and 
Carriage Painting. 

Photography. 

Plastering. 

Polishes. 

Pottery — (Clays, Bodies, 
Glazes, Colours, Oils, 
Stains, Fluxes, Ena- 
mels, and Lustres). 

Scouring. 

Silvering. 

Soap. 

Solders. 

Tanning. 

Taxidermy. 

Tempering Metals. 

Treating Horn, Mother- 
o'-Pearl, and like sub- 
stances. 

Varnishes, Manu&cture 
and Use of. 

Veneering. 

Washing. 

Waterproofing, 

Welding. 



Besides Receipts relating to the lesser Technological matters and processes, 
such as the manufacture and use of Stencil Plates, Blacking, Crayons, Paste, 
Putty, Wax, Size, Alloys, Catgut, Tunbridge Ware, Picture Frame and 
Architectural Mouldings, Compos, Cameos, and others too numerous to 
mention. 
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Crown Svo, cloth, 485 pages, with illustrations, £/• 

WORKSHOP RECEIPTS. 

SECOND SERIES. 

By ROBERT HALDANE. 



Addimetry and Alkali- 
metry. 
Albumen. 
Alcohol. 
Alkaloids. 
Baking-powders. 
Bitters. 
Bleaching. 
Boiler Incrustations. 
Cements and Lutes. 
Cleansing. 
Confectionery. 
Copying. 



Synopsis of Contents. 

Disinfectants. 

Dyeing, Staining, and 

Colouring. 
Essences. 
Extracts. 
Fireproofing. 
Gelatine, Gkie, and Size. 
Glycerine. 
Gut 

Hydrogen peroxide. 
Ink. 
Iodine. 



Iodoform. 

Isinglass. 

Ivory substitutes. 

Leather. 

Luminous bodies. 

Magnesia. 

Matches. 

Paper. 

Parchment. 

Perchloric acid. 

Potassium oxalate. > 

Preserving. 



Pigments,' Paint, and Painting: embracing the preparation of 
Pigments^ including alumina lakes, blacks (animal, bone, Frankfort, ivory, 
lamp, sight, soot), blues (antimony, Antwerp, cobalt, csenileum, Egyptian, 
manganate, Paris, P^ligot, Prussian, smalt, ultramarine), browns (bistre, 
hinan, sepia, sienna, umber, Vandyke), greens (baryta, Brighton, Brunswick, 
chrome, cobalt, Douglas, emerald, manganese, mitis, mountain, Prussian, 
sap, Scheele's, Schweinfurth, titanium, verdigris, zinc), reds (Brazilwood lake, 
carminated lake, carmine, Cassius purple, cobalt pink, cochineal lake, colco* 
thar, Indian red, madder lake, red chalk, red lead, vermilion), whites (alum, 
baryta, Chinese, lead sulphate, white lead — ^by American, Dutch, French, 
German, Kremnitz, and Pattinson processes, precautions in making, and 
composition of commercial samples — whiting, Wilkinson's white, zinc white), 
yellows (chrome, gamboge, Naples, orpiment, realgar, yellow lakes) ; Faint 
(vehicles, testing oils, miers, grinding, storing, appljring, priming, dr3dng, 
filling, coats, brushes, surface, water-colours, removmg smeU, discoloration ; 
miscd^aneous paints — cement paint for carton-pierre, copper paint, gold paint, 
iron paint, lime paints, silicated paints, steatite paint, transparent paints, 
tungsten paints, window paint, zinc paints) ; Patnting (general instructions, 
proportions of ingredients, measuring paint work ; carriage painting — ^priming 
paint, best putty, finishing colour, cause of cracking, mixing the paints, oils, 
driers, and colours, varnishing, importance of washing vehicles, re-varnishing, 
how to dry paint ; woodwork painting). 
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Crown 8vo, cloth, 480 pages, with 183 illustratioiis, p* 



WORKSHOP RECEIPTS. 



THIRD SERIES. 



By C. G. WARNFORD LOCK. 



Uniform with the First and Second Series. 



Synopsis of Coktbnts. 



Alloys. 


Indium. 


Rubidium. ' 


Aliiininiimu 


Iridium. 


Ruthenium. 


Antimony. 


Iron and SteeL 


Selenium. 


Barium. 


Lacquers and Lacquering. 


Silver. 


Beryllium. 


Lanthanum. 


Slag. 


Bismuth. 


Lead. 


Sodium. 


CaHminm. 


Lithium. 


Strontium. 


Csesiunu 


Lubricants. 


Tantalum. 


Calcium. 


Magnesium. 


Terbium. 


Cerium. 


Manganese. 


Thallium. 


Chromium. 


Mercury. 


Thorium. 


Cobalt 


Mica. 


Tin. 


Copper. 


Molybdenum. 


Titanium. 


Didymium. 


Nicka 


Tungsten. 


Electrics. 


Niobium. 


Uranium. 


Enamels and Glazes. 


Osmium. 


Vanadium. 


Erbium. 


Palladium. 


Yttrium. 


Gallium, 


Platinum. 


^inc. 


Glass. 


Potassium. 


Zirconium. 


Gold. 


Rhodium. 
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WORKSHOP RECEIPTS, 

FOURTH SERIES, 

DEVOTED MAINLY TO HANDICRAFTS & MECHANICAL SUBJECTS. 
By C. G. WARNFORD LOCK. 

860 nimtrationf, with Complete Index, and a General Index to the 

Tonr Series, 58. 



Waterproofing — rubber goods, cttprammonimn processes, miscellaneons 
preparations. 

Packing and Storing articles' of delicate odour or colour, of a deliquescent 
character, liable to ignition, apt to suffer from insects or damp, or easily 
broken. 

Embalming and Preserving anatomical specimens. 

Leather Polishes; 

Cooling Air and Water, producing low temperatures, making ice, cooling 
syrups and solutions, and separating salts from liquors by refrigeration. 

Pumps and Siphons, embracing every useful contrivance for raising and 

supplying water on a moderate scale, and moving corrosive, tenacious, 

and other liquids. 
Desiccating — air- and water-ovens, and other appliances for drying natural 

and artificial products. 
Distilling — ^water, tinctures, extracts, pharmaceutical preparations, essences, 

perfumes, and alcoholic liquids. 

Emulsifying as required by pharmacists and photographers. 

Evaporating — saline and other solutions, and liquids demanding special 

precautions. 
Filtering — ^water, and solutions of various kinds. 
Percolating and Macerating. 
Electrotyping. 

Stereot3^ing by both plaster and paper processes. 
Bookbinding in all its details. 
Straw Plaiting and the fabrication of baskets, matting, etc. 

Musical Instruments — the preservation, tuning, and repair of pianos, 

harmoniums, musical boxes, etc. * 

Clock and Watch Mending — adapted for intelligent amateurs. 

Photography — recent development in rapid processes, handy apparatus, 
numerous recipes for sensitizing and developing solutions, and applica- 
tions to modem illustrative purposes. 
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NOW COMPLETE. 

H^A nearly 1500 iUusirations, in saper-royal 8fo, in 5; Diyisions, doth. 
DiTisions i to 4, 131. 6d, each ; Division 5, 17/. 6</. ; or 2 vols^ doth, £^ lOf. 

SPONS" ENCYCLOPAEDIA 



OPTHB 



5PP- 
figs. 



INDUSTRIAL ARTS, MANUFACTURES, AND COMMERCIAL 

PRODUCTS. 

Edited by C. G. WARNFORD LOCK, F.L.S. 

Among the more important of the subjects treated of, are the 
following :^ 

Photography, 13 pp. 20 
figs. 

Pigments, 9 pp. 6 figs. 

Pottery, 46 pp. 57 figs. 

Printing and Engraving, 
20 pp. 8 figs. 

Rags. 

Resinous and Gummy 
Substances, 75 pp. 16 
figs. 

Rope, 16 pp. 17 figs. 

Salt, 31 pp. 23 figsw 

Silk, 8 pp. 

Silk Manufactures, 9 pp. 

. II figs. 

Skins, 5 pp. 

Small Wares, 4 pp. 

Soap and Glycerine, 39 

pp. 45 figs- 
Spices, 16 pp. 

Sponge, 5 pp. 

Starch, 9 pp. 10 figs. 
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